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Fob a number of years prior to 1890 I have 
as an Engineer been interested in the great Smoke 
Question, and since the year named I have been 
Chief Smoke Inspector for the City of Sheffield. 
Having read a great deal that has been' written 
on the subject, and having seen as far as possible 
every device that has been discovered, mechanical 
and otherwise, for the solution of the smoke 
problem, I have come to the conclusion that a 
hand-book dealing with Smoke Prevention from a 
practical standpoint was a desideratum. I have 
consequently attempted to write in such a way 
as to appeal to all classes of Boiler and Furnace 
Firemen, as well as to others who are indirectly 
and directly responsible for smoke-making. 

(«) I have pointed out the common every-day 
and chief causes of preventable smoke in language 
that every fireman and furnaceman is conversant 
with. 

(6) I have set forth in the simplest possible way 
the practical means and methods which, if carried 
out, will prove a certain cure for preventable 
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stuoke, without interfering with or obstructing 
trade in the slightest degree. In many instances 
the methods described have been carried out, and 
are being carried out to-day with the very best 
possible results. 

(c) I have tried to show — and I trust successfully 
— that the fireman, if working under normal condi- 
tions, in spite of any machine he may have to 
assist him, has the cause and the cure of the 
smoke nuisance in his own hands ; and he can, if 
he will, prevent at least 80 per cent, of the smoke 
which is now being belched into the atmosphere. 

I have endeavoured to speak plainly on the 
practical aspect of the question, and I hope that 
my remarks will be sufficiently pointed to persuade 
both man and master to do their duty in dealing 
with this question, not only in order that they may 
benefit themselves, but that they may be enabled 
to confer an incalculable boon on the public health 
of the country. 

Wm. Nicholson. 

Sheffield. 
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PRACTICAL SMOKE PRETENTION. 



COLOURS AMD DENSITIES OF SMOKE. 

Of all public and personal questio&i of to-diy this 
should bs the first, because it is a burning question in 
a twofold sense. Many have wished, and do wish 
to-day, that it was burnt out into nothingness, never 
to rise again ; but of such a prospect at present there 
is little hope. During the present century, right away 
from its commencement, increasing in intensity as 
time rolled on, it has demanded recognition from tho 
Press, the patentee, and the public The Press has 
written much concerning it, and much praise is due to 
those who have sacrificed their time and talent and 
money in trying to solve this question. The ventila- 
tion of the subject has compelled men to think about 
it, and inspired them to determine, if possible, to 
discover some means by which to remedy the evil. 

The patentee makes his advent on the scene of 
action, and says he will very soon put matters right. 
He, too, soon finds out that the task he has undertaken 
is an arduous one, and difficult withal. Many such, 
having started on the question fairly well off, have had 
to discontinue, poorer, but wiser men. Such persons 
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are deserving of commendation in trying to do some- 
thing for the public benefit, although at the same time 
trying to benefit themselves. The public has taken 
an interest in this question. Some have said there 
ought to be no smoke, and if they had their way all 
smoke would be suppressed. If such people had their 
way, not only would smoke be suppressed, but a large 
number of the population would not survive. On the 
other hand, the public in general have done much by 
agitation in bringing it nearer solution, and we would 
say to them, continue in the crusade until a satisfac- 
tory settlement is brought about 

(1) Shades of Smoke. — There are many shades or 
colours of smoke ; some say seven, some more, and 
some only one, and that black. I remember hearing 
a witness before a certain tribunal state that there 
was only black smoke, no other kind or colour. He 
was a man past middle life, yet said " he had never 
seen any other kind of smoke than black, either in 
country or city." I need hardly remark that such 
evidence was not accepted by the Bench. He was 
either deliberately perjuring himself, or he had gone 
about life with his eyes shut. There are many shades 
and densities of smoke, which deserve our careful 
consideration, if we are to understand this question, 
and suggest anything practicable for its solution. The 
following are a few : — Black, dense black, thin black, 
brown, dense brown, dark brown, light brown, bluish 
cast, orange, or yellow, dense, and light. There are 
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many other shades and colours, too numerous to 
mention, each indicating a particular condition of 
working, which has to be considered in connection 
with the trade or process carried on. It would be the 
height of absurdity to generalise or summarise the 
whole, and say that every shade of smoke shall be 
stopped. It would simply mean the stoppage of 
commerce, and the ruin of the country. Our duty, 
then, is to examine the various shades, and, if possible, 
suggest practical means for their prevention. 

(2) Is Smoke a Nuisance ? — To this question we are 
compelled to answer in the affirmative; in spite of 
shades, colour, or density. Much of it is like very 
many other things which are acknowledged to be 
necessary evils. I do not contend for one moment 
that all smoke of whatever kind is necessary ; but say, 

- on the contrary, that much, if not most, of the smoke 
emitted is not necessary, and can be prevented. 

(3) Iwo Kinds of Smoke. — For the sake of clearness, 
and the accomplishment of my purpose in these pages, 
I will assume that there are two classes or kinds of 
smoke : — (1) Preventable ; and (2) Unpreventable. I 
mean by preventable, thick black smoke, or unburnt 
carbon emitted, which, by the application of a little ■ 
common sense, could be consumed, and ought to be 
consumed, and which would be very profitable to the 
public and the manufacturer. Then there is the un- 
preventable smoke — the smoke which has lost its 
carbon constituents, which is thin when emitted from 
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the chimney, yet at the same time varying very much 
in colour. These gases must escape from the furnace 
and he discharged into the atmosphere, and there are 
no practicable means of preventing it, only by putting 
out the fires. There are some who consider themselves 
authorities on this question who say, " that this thin 
(light in many eases) unpreventable smoke ought to be 
taken into account," and say that if a chinmey emits 
twenty minutes of this unpreventable smoke in one 
hour, this twenty should be divided by ten, which 
would make two minutes of black, preventable smoke, 
for which the sinner ought to be summoned. On the 
very face of it such an argument is untenable, for it is 
patent to every unbiassed mind that if you divide un- 
preventable smoke by ten times ten it will not make 
it preventable ; yet there are those who advocate this 
Bystem of smoke observation, and say that such a. 
system is sensible. Such a system if enforced would 
inflict a gross injustice on the manufacturer by trying 
compel him to do the impossible, and punishing him 
:cause he did not do it. 

(4) Public Health Act of 1875.— Section 01 of 
his Act says: — "Any chimney (not being the chimney 
of a private dwelling-house) sending forth black smoke 
in such a quantity as to be a nuisance," shall be 
deemed a nuisance liable to be dealt with summarily 
in manner provided by this Act; and, further, that all 
ices and fireplaces must be constructed in such a 
manner as to consume, as far as practicable, the com- 
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bustibles used therein, having regard to the practice or 
process of manufacture. 

There are three points in this section which control 
the legal machinery on this question: — (1) Practica- 
bility; (2) black smoke; and (3) the quantity to 
be a nuisance. Let us consider them for a moment in 
their order. 

(1) Practicability. — Persons, trade, business, or pro- 
cess of manufacture must he considered first, that is if 
it is a legitimate one, and sanctioned by law, and the 
section does not enforce anything that is alien, or in 
the slightest degree calculated to hinder in any process 
or manufacture. It is necessary to be very clear on 
this point, for there are so many people who think the 
Local Authority has power under the Public Health 
Act to suppress smoke under any conditions, ignoring 
practicability altogether. If such a power was in the 
hands of Health Authorities it would be most arbitrary 
and disastrous to the commercial prosperity of the 
country. The section, then, is very simple, and means 
that if a manufacturer cannot practically prevent 
black smoke without interfering with his trade, then 
he can emit from his chimney dense volumes of smoke, 
and the Court has no jurisdiction in the matter. At 
first sight the section may seem strange and against 
the public health, but on careful examination one 
cannot hut conclude that it is both just to the manu- 
facturer and to the public 

(2) Black Smoke. — We must understand that the 
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Act does not deal with any other kind of smoke but 
black, no matter how dense or thick it may be emitted 
from the chimney. Black smoke is generally under- 
stood to be smoke through which you cannot see the 
light at the point of exit from the chimney, or smoke 
that is opaque, not transparent. All other sorts, 
colours, and densities of smoke are not under the 
Public Health Act considered a nuisance, therefore 
they are exempt from any restriction whatever. 

It would be wise on the part of those who say hard 
things against the Local Authority for their inactivity 
and supineness in not suppressing smoke other than 
black, to remember that the Authority has no power to 
do it. If such facts were kept in mind we should have 
much less sentiment, and more common sense on the 
subject. I am not saying, nor So I wish to imply, that 
all Health Authorities have done everything they can 
on the subject; many have done next to nothing, while 
others are doing all they possibly can. What I do 
complain about is the wholesale charges for dereliction 
of supposed duties which they have neither moral nor 
legal right to discharge. 

(3) Suck a Quantity as to be a Nuisance, — Although 
Section 91 says black smoke is a nuisance, yet it must 
be emitted in a certain quantity in order to be a 
nuisance. In plain English, black smoke may be 
emitted in small quantities and not be considered a 
nuisance within the meaning of the Act. 

The Act does not say what that quantity shall be, 
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but leaves it ior the Court to decide the matter on the 
evidence adduced. The Court can in this way, by the 
evidence, ascertain the conditions of working, the diffi- 
culties, and the possibilities of prevention of smoke, and 
by these means whether such a quantity has been sent 
forth as to constitute a nuisance. This question of 
quantity has been considered by the various adminis- 
trative bodies, who, after a very careful consideration, 
have fixed various limits or standards by which to work. 
In fixing these limits the nature of the various trades 
in cities and towns have been considered, and the limit 
has been made low or high accordingly. The following 
is considered by many to be a reasonable allowance 
under all normal conditions :— One boiler, 2 rain, in the 
hour; two boilers, 3 min.; three boilers, 4 min.; 
four boilers, 6 min.; and so on proportionately. If the 
smoke from a metallurgical furnace is discharged in the 
boiler chimney, then the lowest limit would be 6 rain, 
in the hour, even if there was only one boiler. If there 
were more furnaces, then reasonable allowance would 
have to be made. The quantity of smoke from heating 
furnaces must be considered separately, as the con- 
ditions of working are so diverse and difficult. For 
one class of furnace 6 min. in the hour for one furnace 
would be reasonable ; for another, 8 min.; and for 
another, 10 min. Where there are a large number of 
furnaces going into the same chimney, then the limit 
would have to be fixed accordingly. If the above- 
mentioned limits are exceeded, then a nuisance exists. 
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ami proceedings follow for the abatement of the said 



My long experience at making smoke observations 
has forced me to come to the conclusion that there is a 
very great amount of dense, and practically prevent- 
able, smoke made which is not black, and therefore 
does not come within the smoke section of the Public 
Health Act of 1875. This kind of smoke is emitted in 
various shades, and is an intolerable nuisance, yet it 
escapes the law because of its colour, in spite of its 
density and its practical preventability. 

I trust the reader will not think me presumptive 
in making one or two suggestions on this particular 
point for the amendment of Section 91, which I would 
suggest should read thus : — " A certain chimney, not 
being the chimney of a private dwelling-house, sending 
forth ' dense ' smoke in such a quantity as to be a 
nuisance." The alteration is very slight, only sub- 
stituting the word dense for black. However slight 
it may seem, and of little impoitance to the casual ob- 
server, yet such a small alteration would empower 
Local Authorities to proceed against makers of any kind 
of dense preventable smoke emitted in such a quantity 
as to be a nuisance, who at the present time cannot be 
proceeded against except it be black. This word black 
is one of the causes of the atmosphere of our large 
cities and towns being laden with unburnt carbon, 
because smoke-makers know full well that if they send 
out any other smoke but black there is no prospect of 
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prosecution, and they very easily change it from black 
to some other colour. The suggested substitution of 
the word dense for black would in prosecutions prevent 
a lot of conflicting evidence as to colour in examination 
and cross-examination, and would also make it much 
easier to obtain convictions and penalties for un- 
necessary smoke. Looking at both sides of the 
question, we can .safely say it would inflict no hardship 
or injustice on the manufacturer, but would only com- 
pel him to prevent the emission of unnecessary smoke, 
which would be to his advantage and to the advantage 
of the public health. I hope the day is not very far p 
distant when our Legislature will see the advisability 
of making the suggested or similar amendments, which 
will embrace all preventable smoke in every-day work- 
ing — it would prove very satisfactory. 
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CHAPTER II. 

SMOKE FROM PRIVATE DWELLING-HOUSE CHIMNEYS. 

This class of chimney is exempt from the smoke 
section of the Public Health Act. If we ventured to 
ask why, the answer would he, " Because they rarely 
or never emit black smoke." This is largely, if not 
wholly true, yet many chimneys turn out quantities of 
smoke which is beyond question a nuisance. The 
amount of smoke poured out from these chimneys in 
the aggregate is something enormous. If the reader 
desires proof, let him ascend some hill early on Sunday 
morning, and see to what extent the atmosphere is 
fouled when the populace are lighting the fires of 
dwelling-houses. I feel sure it will be a revelation, and 
will compel one to confess that all the smoke does not 
come from boilers and furnaces. Take a city like 
Sheffield, for instance, with its hundreds of thousands 
of fireplaces going daily, each emitting, say, only a thin 
brown smoke. What will the whole amount to ? If it 
were possible to put closely together the particles of 
smoke emitted from the whole, say, in one day, we 
should be amazed at the amount of volume — sufficient, 
we should think, to put part of Sheffield in darkness ; 
and this is taking place on the Sunday, when the 
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boilers and furnaces have ceased from smoking, and 
the inspectors are at rest- 
Looking fairly at the facts of this question, we must, 
to he honest, say that chimneys of dwelling-houses are 
partly responsible for the pollution of our atmosphere, 
and until we have a better system of heating our houses, 
and cooking our food, the nuisance will continue in a 
larger or lesser degree, unless we dispense with fires 
altogether. 

Is there no practical means (under the present system 
of fireplaces) by which some of the smoke might be 
prevented? To such a question I say "Yes," but 
the amount is beyond our power to tabulate. This 
question of smoke and heat from dwelling-house fires 
has been for many years, and is now, agitating the 
minds of mechanics. The fires being of a slow com- 
bustible nature, send up the chimney unburnt gases 
which ought to be consumed, making heat to warm the 
house, and for other purposes. Great are the difficulties 
which confront would-be reformers in attempting a 
solution. Various methods of constructing the brick- 
work of the fireplace have been resorted to, viz., less 
area, sloping forward from the hack, various classes of 
bricks set in different position to separate the particles, 
and at the same time igniting them by the heat 
retained in the said brick. Metal boxes have been 
placed in the chimney, and other contrivances, to catch 
the gases and combust them, regulating the required 
draught, so preventing some of the smoke which has 
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been converted into heat, and used for the purposes 
desired. Very much has been attempted in this direc 
tion, but very little done toward a satisfactory solution. 
Until some practical, simple system, which can be 
universally adopted, of dealing with this class of fire- 
place is introduced, it is the duty of every householder 
to play his part in preventing as much smoke as 
possible, by putting on the fire smaller quantities of 
coal, which means more heat in the house, less coal 
consumed, and a little less smoke. This will mean a 
little more labour on the part of those attending to the 
fires ; but the results will be most gratifying, when 
the individual littles are totalled in our large cities and 
towns. 
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CHAPTER IIT. 

BLACK SMOKE FROM STEAM BOILERS. 

It has become quite proverbial with men of a 
mechanical turn of mind, and many not mechanical 
(the latter the larger number), to say that all black 
smoke at all times can be prevented from steam 
boilers. To these we would say that such a state- 
ment is very much easier made than corroborated. I 
do not desire to deny that under ordinary conditions 
black smoke can be prevented, but there are at times- 
extraordinary conditions which make prevention 
impossible (I shall deal with them later on), and 
these must not be ignored when considering (even 
with boilers) the practical solution. I have not the 
slightest desire in these columns to overstate or under- 
state the truth ; my object is to place before the 
reader the facts as I have found them, and not to be 
carried away by side issues into the sea of senti- 
mentality. 

Different Kinds of Steam Boilers. — It will be un- 
necessary to say much on the kind, class, size, shape, 
and structure of the very many boilers for generating 
steam in use at the present time. If I were to start 
on such a subject there would be sufficient matter on 
boilers alone to fill a large volume, but I would just 
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say on behalf of 95 per cent of the Sanitary 
Inspectors (who cannot be expected to possess 
mechanical knowledge, but who have in their duties 
to deal with this question), that when I speak of 
steam boilers I mean Lancashire boilers, which are the 
most popular, and are known as double-tubed boilers, 
horizontal. The Cornish boiler is similar to the 
Lancashire, with the exception of only having one 
tube, and not two. Then there is the cylinder and 
egg-ended boilers, which are a very old type, and are 
rapidly going out of use. There are also many kinds 
of vertical boilers. For instance, the marine class, 
which is becoming very popular owing to their 
occupying less space than Lancashire and similar 
boilers, while many claim also for them, with induced 
draught, greater evaporative power. Many other 
types of vertical boilers are used at temporary work 
because of their portability. There are also a large 
number of vertical boilers or coppers, as some call 
them, which are used chiefly in breweries for boiling 
the liquor. The construction is somewhat similar to 
other upright boilers, and the furnaces are practically 
worked like other boiler furnaces. I will assume 
that it is unnecessary to deal further in detail 
with boilers, as the reader will probably be in 
possession of all the working particulars con- 
nected therewith; but should he desire information 
regarding steam boilers, he may easily obtain it from 
books on the construction and working of boilers, as 
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it would be a little outside the scope of the subject- 
matter of these articles to go further into the 
question. 

Chief Causes of Black Smoke Jrom Sleant Boilers. — 
Having looked briefly at the different kinds of boilers, 
we are now called upon to ask why. is black smoke 
made in these boilers ? If there is disease, it is our 
duty, if we want to destroy that disease, to find out 
the cause. If that can be done, the cure will most 
surely follow. What are the causes, then, of black 
smoke ? (1) Shortness of boiler power. To be under 
power means attempting to get out of the boiler more 
than is reasonable, and it is capable of doing, without 
detriment to it and damage to others. It is a most 
unfortunate position for any manufacturer to be in. 
It necessitates the undue forcing of the fires with 
damage to the boiler, the wasting of fuel, not having 
sufficient time for combustion, and the creation of a 
nuisance by the emission of black smoke. It may be 
said, why do manufacturers place themselves in such 
positions of helplessness? To such a question a 
lengthy answer is necessary, in order to consider all 
the relative facts. Let us look at a man so situated. 
He commences business, makes his calculations of the 
power required, also probable power ; and buys the 
boiler, which he considers large enough for everything. 
As his business grows, machine after machine is added; 
each is worked to its utmost productive power, but 
the boiler gets no bigger, strange to say, though the 
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load on it has increased considerably. The result is he 
finds himself short of boiler power. There is no room 
in many cases to put down another boiler, and if room 
were available, his business is of such a nature that to 
set down his works for a lengthened period would 
mean the losing of his trade entirely. A position like 
the one I have attempted to describe is not an isolated 
one, but is more general than many people imagine. 
This shortness of boiler room is one of the most 
prevalent causes of black smoke. Various methods 
may be tried in the way of apparatus, but it will 
invariably be found to aggravate rather than amend, 
unless the chief cause is removed. 

(2) Defective Draught — This is another cause of 
smoke, and one which has until recently not received 
that attention which its importance demands. There 
may be plenty of room in the boiler for generating 
steam, but that will be of very little use if the draught 
is insufficient, which means slow fires and imperfect 
combustion. In other words, defective draught is 
shortness of draught, and consequent failure to produce 
the necessary heat in the furnace to consume the coal 
placed in it, in the time necessaiy to prevent black 
smoke. 

It is a very great mistake when building a chimney 
to erect a low one, thinking it will just serve for the 
purpose desired, when for a little extra cost a tall 
chimney, say 120ft. or more, might be put up, which 
would be found at some future time useful in serving 
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other boilers or furnaces, which never entered the 
mind at the time of building. If the chimney creates 
too much draught it can easily be regulated by tho 
damper, but if the draught is too little no damper will 
increase it. Artificial draught may be resorted to, 
but for uniformity of pull on the fires there is nothing 
to excel, or we might say equal, natural draught. 

It is a big mistake to build little flue3 ; they 
are soon made up, are difficult to clean, and are 
largely responsible for smoke. The cry is often 
heard from the engine tenter and firemen, " 1 have 
no flue room ; I cannot keep up my steam." This 
is a complaint which is far more constant than it 
ought to be, for everything is to be gained by having 
big flues, better draught, more heat, less labour, and 
less expense in flue cleaning. Small chimneys and 
small flues are solely and wholly responsible for 
defective draught, and this is one cause of black 
smoke. 

(3) Common Goal.— We are quite aware that the very 
best of coal, if not worked properly in the furnace, 
will, as the firemen say, "make a lot of smoke." This 
has been proved many times when using a coal full of 
gas, and when there has been negligence on the part 
of the man ; but, on the other hand, the using of 
common coal, dirty, small, and almost gasless, means 
the making of smoke in trying to make steam. The 
cry is, " Look at what we have to burn." This cry is 
ton frequent amongst firemen, and there are very just 
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grounds for their complaining when the quality of 
coal that they are expected to generate steam -with is 
below par. If a fireman is compelled to use small and 
dirty coal, he is bound to emit a lot of black smoke in 
spite of every care in firing. His fires will become 
dirty, sluggish, almost dead; he will be compelled to 
use poker or rake, and the constant knocking about of 
the fires will inevitably create a nuisance. The extra 
labour for the firemen is excessive, and he invariably 
finds, in spite of all his attempts to keep up his 
steam, that it drops, with the result that the works 
have to stand until the steam is got up again. Many 
manufacturers have found out beyond the shadow of 
a doubt that cheap, or low-priced coal, at the pit 
mouth is not cheap in the end, but very costly ; costly 
because of the enormous amount which has to be put 
through the boiler to obtain the results desired, 
costly by stoppages of the engine and machinery 
waiting for steam, and costly by creating a nuisance, 
owing to the consequences. Many means have been 
devised to burn common coal with satisfactory results, 
but they have in most cases failed, and many firms 
have gone back to their usual (bright nuts) class of 
coal, with the result that it has effected a saving of 
labour for the fireman, a saving in cost for the manu- 
facturer, and last, but not least, the prevention of a 
black smoke nuisance. There is no doubt in the minds 
of men who are technically educated on the question 
that common or cheap coal is one of the causes of 
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black smoke, and one that figures very largely in our 
great manufacturing centres even to-day. 

(1) Insufficient Information. — Insufficient infor- 
mation on the part of the manufacturer and the 
fireman is almost incredible, when we come to con- 
sider what has been written, said, and done on this 
question ; yet, if we face the facts, we are compelled 
to confess such is the case, and the absence of this 
knowledge of the scientific system of firing is one, if 
not the chief, cause of black smoke. When we speak 
of the scientific system of firing, we mean the very 
best rules and regulations for firing boilers or fur- 
naces, which are so simple, that even the most obtuse 
of firemen may understand them and carry them out 
successfully. As to what they are, we shall explain 
them in detail later when dealing with the cures for 
black smoke. 

The manufacturer may be excused for not under- 
standing the practical working of furnaces ; they have 
many other matters of business of greater importance, 
which absorbs all their time and attention, leaving 
this matter in the hands of their engineers, who in 
turn leave it to the firemen, who in many instances 
are not properly informed, hence black smoke. For 
the fireman there is no excuse for insufficient infor- 
mation on that which constitutes his daily duties. If 
he desires, he can secure it, with little effort and with 
little cost ; but there seems on the part of many fire- 
men a disinclination to obtain it. They no doubt 
c 2 
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think with Shakespeare that "where ignorance is 
bliss, 'tis a folly to be wise." We are not implying, for 
one moment, that all firemen lack this essential know- 
ledge. If we did so it would be grossly unfair, 
because theie are many who are well posted up in 
these particular points, and who take a delight in 
putting them into practice. To such we give that 
commendation which they deserve, but there is no 
disguising the fact that there are a large number who 
do discredit to themselves and to others, because of 
their lack of knowledge of their work. 

Let us look for a moment at this class of man. He 
is put in charge, say, of three boilers. The foreman 
selects him for his strength and steadiness, and not 
because of any special knowledge he may possess- 
about boiler working. He has knowledge of boilers, 
but very limited. He knows the water must be kept. 
a certain height in the gauge glass ; he must keep the 
steam up to, say, 50 lb., and to do this he must throw the 
coal on the fires. That is about the extent of the 
information some firemen possess in regard to boiler 
working. There is no one to instruct them ; in fact, 
it is questionable whether many of them would receive 
instruction if such were offered. They have the 
opinion that they know sufficient, and no one can 
teach them more. Strength is very necessary for 
firing, but skill is more essential, and the class of 
man' we have attempted to portray will either be 
compelled to inform himself on his work, or stand 
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aside and make room for better informed men if 
insufficient information — one of the chief causes — is 
to be removed. 

(5) Inattention to Instructions. — There is a class 
of man who is being constantly taught and told by 
the engineers and masters what he must do. He 
cannot plead ignorance ; he can only plead inatten- 
tion to given instruction. Such negligence is greatly 
culpable, and ought to be treated very severely. There 
is often a certain amount of excuse for a man who does 
what he ought not to do when in ignorance, though he 
might have procured the knowledge ; but for the class 
of man in question, nothing will do him good but very 
drastic treatment. We do not desire for one moment 
to say he wilfully neglects to do his duty. It is an 
absent-mindedness or disinterestedness in his work, 
which, if not checked, becomes a habit with him, until 
one day he has his attention called to a nuisance he is 
creating, when he awakes out of his stupour or sleep, 
carries out these instructions he has so frequently 
received, and thus prevents any cause for complaint. 
Whilst it is necessary to know what is the cause of 
black smoke, such knowledge will be of no practical 
use unless applied in the desired direction. Occasional 
inattention (not general) will often get both master 
and man into disgrace. 

(6) Inactivity or Inertness. — Of the three classes 
of men, we think the man who is inactive or inert is 
the most difficult to deal with. He knows what 
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ought to be done, he knows it is his duty to do it, but 
he will not do it unless he is constantly compelled. 
The lazy and slothful fireman will resort to all kinds 
of dodges and devices to escape a little labour. Self- 
ease and rest are his constant thoughts ; he rests, and 
is tired, always tired, "born tired," and never would 
be rested even if he had nothing to do. This class is 
far more numerous than some would imagine, and very 
unfortunate are those who have such men in their 
employ. It is exceedingly hard for any master to be 
in the hands of such men, and liable for their neglect 
of duty, after having provided them with every 
modern appliance for the doing of their work efficiently. 
The reader may say the master has his remedy ; he 
can discharge the men. Yes, that is true, but he is 
confronted with many difficulties. He may get men no 
better, slightly worse, or men unaccustomed to their 
particular class of work, or men who are unsteady, and 
who will work when they like. Being brought face 
to face with these things, and knowing the conse- 
quences to their _business, it makes employers tolerate 
more from the lazy than they otherwise would. 
Being so situated, he chooses the lesser evil of the 
two, willingly paying the expenses attached to such 
sluggish stoking. There is one remedy I would sug- 
gest for inactive stoking, viz., strict supervision. If 
the men were constantly watched they would do their 
duty, and the cost of such supervision would be de- 
frayed by the saving in many other ways, and another 
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thing responsibility for much black smoke would be 
removed. The six causes briefly touched upon are 
mainly responsible for the dense volumes of smoke 
emitted into the atmosphere. There are, no doubt, 
many other little matters which need attending to in 
order to obtain complete combustion, but these need 
not be detailed here, as they are somewhat indirectly 
related to the causes named as being chiefly responsible 
for black smoke. 
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CHAPTER IV. 

CERTAIN CURES. 

There are as many remedies foe the removal of 
the smoke nuisance as there are patent medicines to 
cure the disorders and diseases which human flesh is 
heir to. Many of them are almost as useful and 
valuable. The two available ways of dealing with 
the smoke question are : Practical smoke prevention 
and impractical smoke prevention. If we adopt the 
latter, the surest and safest cure is to let out all 
furnaces and fires; then very quickly there will be 
an end to the smoke problem. In so far as smoke is 
concerned, this method would be satisfactory, although 
hardly beneficial in any other way. Such action 
would mean ruin to commerce, comfort, and even life, 
and would be senseless in the extreme. Yet there 
are individuals who advocate such steps, simply 
because the smoke is a nuisance to them, and they 
will not personally suffer financially, being neither 
directly nor indirectly affected by trade. Again, 
there are others who have no practical knowledge of. 
. the question, who yet are constantly writing and 
saying what should be done, how it should be done» 
and why it should be done. Such persons have not 
the remotest idea of the great difficulties which have 
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to be dealt with in the smoke question ; if they had j 
■we feel sure they would say less and think more. 

However, we are not concerned in these pages with 
impracticable means. Our object is to treat of prac- 
tical smoke prevention, and with reasonable ways and 
means which, whilst abating the smoke nuisance, will 
not unduly interfere with the individual or the com- 
munity. 

(1) Chemistry of Combustion. — It is very necessary 
at the initial stage, in considering the practical cures 
for black smoke, to place before the reader a few 
facts on the chemistry of combustion, because black 
smoke is the result of imperfect combustion. The 
writer does not claim to be a chemist, but merely 
to place on record what chemists tell us is true in 
regard to combustion. The assertion has often been 
made that the consumption of black smoke causes the 
emission of something, though invisible. This is as 
true as would be the statement that the colourless 
gas resulting from the perfect combustion of an oil 
lamp, or a gas burner, is more injurious than the 
«moke they make when out of order. Those who 
make this assertion should try the simple experiment 
for themselves by turning the wick of the lamp too 
high, or taking otf the burner of the gas pipe, or hold- 
ing a plate or other flat object in the gas flame. 
Smoke will at once begin to cloud the air, of a density 
depending on the size of the flame, and to the extent 
to which it is interfered with. We are told that the 
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lightest smoke consists of the same substances as the 
darkest, but the difference is in the proportion of the 
mixture. The bulk of all funace smoke, light or dark, 
is colourless carbonic acid gas, the same gas that we 
exhale, and no more injurious, and in this float the 
particles of soot, which alone constitute the visible 
part of smoke. It is the number of these particles in a 
given volume of smoke that determines the density 
and shade. Each particle is as black as its neighbour, 
and the result on the atmosphere is the same, whether 
they come in occasional crowds, or in a thinner or 
more continuous stream. The aggregate bulk in the 
densest smoke is as nothing compared with that of 
the gas in which they float, and of which, if combus- 
tion in the furnace had been complete, they would, 
have formed part. 

The black or solid particles of pure carbon, of which 
coal consists to the extent of about 90 per cent., are 
distilled from the coal as constituent parts of a gas 
when a certain temperature has been reached. They 
then form a chemical combination with the oxygen of 
the air, developing in so doing intense heat and light. 
Here the change is taking place from carbon and 
oxygen into carbonic acid. The particles which fail 
to obtain the necessary oxygen, when a combination 
heat, cool down, and appear as smoke. The solid 
incandescent fuel is not hot enough again to raise 
them to combination heat, sd that when once formed 
they cannot be consumed. If there is sulphur in the 
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coal, there will be sulphurous acid in the products of 
its combustion. All coal contains sulphur, varying 
from J to 1 J per cent. The emission of the sulphurous 
acid, therefore, does not depend on the blackness of 
the smoke, but on its presence near the ground, where 
it produces mischief largely. The soot being highly 
absorbent and heavier than the air, falls and brings 
down the sulphur gases it has absorbed, thus counter- 
acting the natural tendency of those gases to ascend 
given to them by the heat to which they have 
been raised. The acids not thus brought down 
to earth are rapidly diffused and harmlessly 
diluted. The soot arrests much of this diffusion, 
concentrates the poison, and by settling with that 
poison on vegetation causes the fatal acidity always 
found on the bark of trees when covered by soot. 
Though soot has a value as manure when applied to 
the roots of plants, being carbon, and containing 
ammonia, yet when carried by the air it chokes the 
pores or stomata of the leaves, whose office is to 
obtain from the air the supply of carbonic acid gas on 
which the life of trees depends, and from which the 
carbon is obtained, of which wood and coal, which 
once was wood, chiefly consist. 

The leaves perform the function much in the same 
way as the tissues of the lungs of animals obtain for 
the blood the oxygen of the air. They may be called 
the lungs of plants, and are suffocated by a covering 
of soot almost as effectually as we should be by a 
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■wetted cloth over our faces, or a coat of paint over our 
todies. Though the carbonic acid is the food of 
plants, it is, however, a deadly poison to animal life, 
though in a lesser degree than sulphuric acids are 
poisonous to both animal and vegetable. Animals 
cannot breathe long when carbonic acid is present to 
the extent of 1 per cent., and 3 per cent, is soon 
fatal to them. Such, however, is the rapidity with 
which all gases diffuse themselves in one another' 
that all the carbonic acid made by the furnaces of the 
greatest of the manufacturing centres failed to make 
any addition which chemical analysis can detect to 
the natural proportion in which that gas exists as an 
element of the atmosphere. This proportion is 4 in 
1000. The closeness in a crowded or ill-ventilated 
room is due to the presence of carbonic acid, and the 
absence of oxygen. The pungent taste of a yellow fog 
is largely due to the sulphur acids. The particles of 
soot hold the sulphur acid in the same way as the par- 
ticles of condensed mixture, which constitutes the fog, 
hold in the air. In the absence of the soot and the 
fog, the sulphur acids would be imperceptible. The 
soot, then, must bear some of the odium attaching to 
the sulphur gases, whose harmless diffusion in the air 
it prevents. 

(2) Coal and its Consumption. — Having looked at 
a few facts relative to chemical combustion, it will 
now be incumbent upon us to briefly examine coal 
consumption, and how consumption is brought about 
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in the furnace. To procure complete consumption of 
the coal in tbe furnace is a more difficult task than 
some imagine. Certain conditions must be carried out ; 
if not, then consumption in its entirety will be impos- 
sible. Let us glance for a moment in the furnace, and, 
if possible, find out the process which is being carried 
on by the burning of coal. 

After a fresh charge of coal on a briskly burning 
fire, what takes place ? The coal softens, swells, and 
then follows the evolution of a large quantity of car- 
buretted hydrogen gas, which requires air to bring 
about complete combustion. Furnaces after firing 
require double the quantity of air to what they 
require at other times, and unless the proper quantity 
is admitted to the furnace at this particular juncture, 
ignition or burning of the gases cannot take place, 
then the formation of smoke and its emission into the 
atmosphere. About 150ft. of air are required to burn 
1 lb. of coal, and this air to burn the coal gas must 
pass over the fire. The gas first evolved from the fire 
by heat is carburetted hydrogen, and the non-formation 
of smoke depends entirely on the complete combustion 
of this gas. If there is an insufficiency of air passing 
through the furnace, then the carburetted hydrogen is 
unconsumed, and having a greater affinity for oxygen 
than carbon, it seizes on the oxygen present, leaving 
the black carbon which is emitted unburnt in the 
nature of black smoke. 

It is calculated that 1 lb. of coal burned to carbonide 
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oxide is theoretically capable of evaporating 4 lb. of 
water from 212 deg., whereas 1 lb. of coal thoroughly- 
consumed and burned to carbonic acid will evaporate 
13 lb. of water from the same degree of tempera- 
ture. 

For coal consumption and the prevention of black 
smoke the conditions, or rules to be observed, are four 
in number, viz.: — 

(1) Ten volumes of air are required for each volume 
of gas evolved from the coal. 

(2) Air and gas must be thoroughly mixed together 

(3) They must be heated to the point of ignition 
before passing the bridge wall, 

(4) There must be room in the combustion chamber 
behind the bridge for the expansion of flame and the 
increased temperature. 

If a complete consumption of coal is to take place, 
then these conditions mast be carried out in their 
entirety. To do this, a little labour, care, and con- 
sideration will be entailed, but the results from every 
point of view will amply repay the trouble. 



3i 9 iii^d by Google 



CHAPTER V. 

AIR IN THE FURNACE. 

In considering the chemistry of combustion and 
coal consumption, we must come to the conclusion 
that air plays a very important part in preventing 
black smoke. Air is absolutely essential in the 
furnace to cause combustion and give the necessary 
ignition to the gases. There are many people even 
to-day who believe that air, no matter of what kind, 
let into the furnace, does injury to an alarming 
extent. We feel sure such beliefs have no foundation 
in fact, but are superstitions which have grown up 
with their originators, who have never cared to go to 
the trouble to ascertain whether such assumptions 
were true.- We admit that too much air allowed to 
enter a furnace will do injury, and prove very costly, 
yet, on the other hand, as air is the one essential with 
the coal to generate heat, the proper quantity will 
■do the very opposite to injury to the furnace. There 
are numbers in charge of boilers and furnaces of 
various kinds who are resolutely determined to shut 
out (if it were possible) every particle of air from 
their furnace. No doubt they do this with the very 
best of intentions, being under the impression that 
they will obtain more heat, generate it quicker, and 
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save coal in the bargain. But the very reverse is the 
ease, as has been proved scores of times by expert 
engineers. Less heat, slower in its generation, more 
fuel consumed, and, as a natural consequence, a, 
terrible nuisance in the form of black smoke, are the 
inevitable effects. We may safely say that it is now 
established beyond the question of a doubt that air 
is necessary for the practical prevention of black 
smoke. 

(a) Heat or Cold Air 1 — While there is a unanimity 
of opinion as to air being a requisite, there are differ- 
ences of opinion, even amongst experts, as to whether 
the air shall be admitted into the furnace hot or 
cold. We have witnessed very many experiments in 
various furnaces, and under various conditions, with 
both hot and cold air. Hot air may, under certain 
conditions, reduce the density of smoke, if its tem- 
perature has been ignition point. But such a 
temperature would be difficult to obtain before 
entering the furnace. In spite of all some men claim 
for it in theory, in practice, by experiment, it has not 
in the slihgtest degree come out satisfactorily. One 
would naturally think that by putting hot air into 
the furnace, the temperature would be increased, that 
all the carbon in the coal would be consumed, and that 
there would be no smoke and a great saving. It may 
seem so on the surface, but it is not so in actual 
practice. Why, we will leave for the experts to settle 
among themselves. It is not our purpose to enter 
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into any speculation, but to deal with the actual facts 
as brought before us frequently. And what do- we 
find ? That cold air answers the best. Instead of 
reducing the heat, it increases it, causes more rapid 
generation, saves fuel, and creates no nuisance. This 
is daily being exemplified in thousands of cases, 
though cold air seems to point to opposite results. If 
we want an outside, unmistakable, positive proof of 
the results stated, we have only to compare our house 
fires in summer and winter. The fires in summer, 
when the air is warm and sometimes hot, burn very 
sluggishly, and if not constantly forced, the heated 
atmosphere or air puts out the fire. There is no 
denying this fact, because we are daily confronted 
with it. So we might at once conclude that hot air 
is not very conducive to fires. 

But notice the contrast in winter when the weather is 
cold and the air is frosty. The fires burn briskly, almost 
too quickly, and the heat is intense. What makes the 
difference ? Undoubtedly, cold air. There is no getting 
away from such daily demonstrations, which should, if 
we are wise, suggest the idea to enable us to arrive at 
some solution of the smoke problem. 

The Amount 0} Air to be Admitted. — On the amount 
of air admitted into the furnace depends a great deal. 
(1) Complete combustion ; (2) great evaporation ; and 
(3) economy of fuel. This question of quantity is a 
very important one, and ought to receive far more 
attention in the future than it has done in the past. 
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The danger lies in the two extremes, too little or too 
much air. If there is too little, then we have incomplete 
combustion and black smoke ; if too much, then follows 
a reduction of temperature in the furnace, and as a 
consequence a great waste of fuel. But how is the 
happy medium, or proper proportion of air, required to 
be arrived at ? This is a very difficult matter to decide. 
No universal rule can be laid down, setting forth with 
mathematical accuracy the quantity of air to be ad- 
mitted under any or every condition. There are so 
many things to consider. For instance, coal (quality 
and quantity put on the furnace), conditions of fires 
(clean or dirty), natural draught, and many other minor 
matters, which all have to be considered in coming to a. 
decision. In regard to quantity, the safest and most 
reliable rule for guidance, and producing the best 
results, is to watch the top of the chimney after firing. 
First put on a given quantity of coal, let in the air, 
shutting off quickly to ascertain if all the carbon or 
combustible is gone. When gone, take the time of air 
admission. By this method the exact quantity of air 
necessary can be ascertained under any conditions what- 
ever. 

Having found out the amount of air needed, this 
rule can be relied upon, without any further attention 
to the chimney, if always the same quantity of coal is put 
on, and the same time being allowed for air admission. 
The results will then be always the same, exceedingly- 
satisfactory. 
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By this simple rule a fireman will be able to gauge 
accurately the amount of air required in his furnace, 
though his coal and conditions of working may be con- 
stantly changed, 

(4) When ought Air to be Admitted? — This is a 
question which some may say needs no consideration 
whatever, for all are agreed that it must be admitted 
after firing. This is perfectly true, but there is much 
difference of opinion as to the duration of admission. 
This point we have already treated upon, under the 
head of amount required, and when not necessary its 
admission means a gross waste of money, both directly 
and indirectly. It would be of no use to admit it, say, 
five or eight minutes after firing, because by this time 
all the unburnt carbon would have passed off into the 
atmosphere in the shape of black smoke. There is 
then no doubt about it — the time most opportune to 
admit it is instantly after firing. 

When ought air to be admitted ? This is a question 
on which there is the greatest possible difference of 
opinion, even amongst those who have given many 
years to the study of this question, and whom we may 
safely say are looked upon as experts on the smoke 
question. When doctors differ, who can decide ? 
This difference of opinion may be explained by the 
various experiments different men have made under 
different conditions, each admitting air in different 
ways, the result in each case being fairly satisfactory. 
This has led each experimenter to claim that his par- 
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ticul&r way, or a particular part of the furnace, is the 
only place where air ought to be admitted. One may 
be partially right when he says, if air is let into the 
furnace at a given point, satisfactory results follow, 
and another partially wrong when he says his is the 
only way to introduce it with good results. The two 
principal and most popular places for admitting the air 
are (I) at the door, and (2) at the bridge. Much might 
be said in favour of, and even against, each system. 
Then there are others who say that all the air ought 
to go through the bars. 

Air going through the Bars. — This system of supply- 
ing the &ir to the furnace is a very good one. Being 
drawn through the fire, the air mixes with the gases, 
and rapid combustion is the result. This method 
works well while the fires are clean, but when the bars 
are covered with clinkers and require cleaning, the 
meshes in the bars are made up and air is excluded, 
then the system is practically useless. Hence some* 
other means are necessary, which will not fail under 
any condition of working. 

Air Admission at the Bridge. — The hollow, or split 
bridge as some call it, is a very old method of admitting 
air. The bridge may be of brickwork, or a metal box, 
placed at the end of the fire-bars, with an opening- 
or door under the bars, to which door a rivet is 
attached by which the door can be opened or closed at 
the will of the firemen. Air passes under the bars, 
through the door, up the split bridge into the tube, and 
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meeting the gases as they leave the furnace, causes the 
ignition of the same, 

The survival of this system for so many years speaks 
somewhat strongly in its favour. It does r.top the 
black smoke, either by burning it, or so thinning it as 
to make it almost imperceptible to the naked eye. 
Some authorities on combustion say, " Smoke once 
made cannot be burned or consumed." If such be the 
case, then the bridge, the place where the air is 
admitted, is the wrong place, because admitting it 
there puts it beyond the possibility of causing com- 
bustion in the furnace, as the air is let into the tube 
beyond the furnace, and if by meeting the gases or 
unburnt carbon coming from the furnace it does not 
cause that combustion which some claim for it, it does 
most certainly greatly diminish the density of the 
smdke and largely prevent a nuisance. 

Many take objection to air going into the furnace 
at this particular point, not only on the grounds stated, 
but because it has a tendency to destroy the draught 
in the furnace. If the opening in the bridge is large, 
the greater portion of draught goes through it, causing 
an insufficiency in the furnace to generate the neces- 
sary heat. Thus there is a division of the draught, 
the air being taken through the bridge to burn the 
smoke, which ought to go through the fires to generate 
heat and evaporate water. This crippling of the 
draught is perceived more in boilers where the natural 
draught is only moderate, but, on the other hand, 
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where there is plenty of pull on the boiler the division 
of it is barely recognised. It does not interfere with 
the fires in the least, stops the smoke, and is so far 
satisfactory. 

Air Admission at the Boor. — This seems at the first 
sight the most sensible system of air admission. If 
air is required to produce combustion — and We hope 
we have proved beyond the question of a dcubt that 
it is — then it naturally follows that the air must enter 
the place when combustion (if there is any) must take 
place, and to enter the furnace it must go through the 
door, through and over the fire, igniting the gases 
while in the furnace. The more this system is con- 
sidered the more scientific it seems, and the general 
adoption of the system of letting it in at the door 
during the whole of this century, and even from the 
very time when combustion was first considered, up to 
the present time, speaks for itself as to the success of 
the method. Boilermakers always put on the doors of 
their furnaces grids, circulars, or some other kind of 
opening, to be under the control of the fireman, through 
which air is let in. By this showing the door is the 
proper place for the air to enter. Very often these 
grids or openings are too small for the requirements of 
the furnace, and the fireman is constantly called .upon 
to supplement the grid air admission by leaving open 
the door a minute or two. This system, though 
simple — and may be called by some antiquated and 
out of date — is most successful in preventing smoke. 
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in efficiency, and going further (if properly worked) in 
economy. If black smoke is coming out of a chimney 
as thick as is possible for a chimney to carry, by 
letting in a little air at the door the blackness in a 
few seconds disappears. It goes from the top of the 
chimney instantaneously, as though cut off with a 
knife, thus proving its efficacy in killing black smoke. 
When other costly and complex systems fail the fire- 
man always resorts to the door, which he finds to be 
a reliable friend to help him out of his difficulty. 

(5) The Question of Draught. — Defective or in- 
sufficient draught is, beyond question, one of the 
causes of black smoke, and there is no disputing the 
fact that sufficient draught, in conjunction with other 
things, is one of the certain cures. The draught 
question as affecting boilers and furnaces has not 
received the attention its importance demands. Many 
manufacturers do not and will not build their furnace 
and boiler chimneys more than half the height abso- 
lutely necessary for the draught required. It means 
a little extra cost when building, but is a great saving 
in the end, to put up high chimneys, as the increased 
draught burns all the gases instead of wasting them 
by emitting them into the atmosphere, thus causing a 
nuisance. It is also very essential to have large flues 
in order to prevent black smoke. Spacious flues and 
a tall chimney are the two essentials for creating 
plenty of draught. 

There are two kinds of draughts — natural and in- 
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dueed or forced. Of forced draughts there are many 
kinds (to make up for small chimneys and flues), 
which we shall deal with in detail later on. In 
natural draught, caused by the chimney, there is a 
uniformity or equality of pull which operates on every 
part of the fire, causing the fires to burn regularly, 
and expansion and contraction, proportionally with 
complete combustion, over the whole area of the fur- 
nace. Natural draught can he accurately regulated 
to suit the requirements of the boiler by the damper, 
and for the working of such draught there is no 
cost. 

The disadvantages of insufficient draught have been 
dealt with, and we will now proceed to notice the 
advantages to be derived by having a keen draught. 
(1) A commoner and a smaller class of coal can be 
used, and burnt with profit by having plenty of pull 
on the boiler. (2) The generation of heat, or evapora- 
tion of water, is more rapid, which means more work 
done in a given time. (3) Then there is less labour 
for the fireman, by not having to constantly be 
poking, dragging, and clearing his fires. This is a 
considerable advantage to the fireman, as well as to 
the employer. (4) There is also an absence of black 
smoke, which means carbon consumed, and not 
wasted. 

Plenty of draught produces efficiency, with much 
economy, and it is one of the chief factors for curing 
the smoke business. 
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(6) Plenty of Boiler Power. — The need of plenty of 
boiler room for the storage of sufficient steam to meet 
the demands at all times made upon the boiler is 
another very important matter which ought to receive 
the serious consideration of steam users. Many 
writers on this smoke question have contended that if 
manufacturers would only provide sufficient boiler 
power for their work there would soon be an end to 
the smoke nuisance from boiler chimneys. With this 
contention I entirely agree, for with enough boiler 
power there would be no necessity to unduly force the 
fires. Some have gone so far as to say that boiler 
capacity is the very best smoke preventer known. 
There is much force in such a statement, because 
every practical engineer knows what follows if the 
boiler is under its work, as I have pointed out in my 
remarks on the shortness of boiler power. To procure 
this boiler power is not an easy matter to some mami - 
facturers. There are difficulties of many kinds to 
overcome, quite apart from those of a financial 
character. However anxious manufacturers may be 
to comply with all reasonable requests for preventing 
a nuisance, they are compelled to go to work gradually 
in order to remove these difficulties. To the outside 
and unpractical mind there may appear too great and 
unnecessary delay. To such we would call attention 
to the fact that boilers are not made in a day. It also 
takes time to fix them and fit them up. A convenient 
time has likewise to be waited for before the works 
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can be set down, and last, but not least, the cost is not 
a matter of a few pounds but of hundreds. 

(7) Sensible Stoking. — There is, beyond the shadow 
of a doubt, much irresponsible stoking, and when this 
is the case there is bound to he black smoke, even if 
all the other essentials named for its prevention are 
extant. It is no use stoking when a furnace or fire- 
place is choked, or crammed full of coal, and this is no 
unusual thing even in this day of technical education 
and enlightenment. The time has now arrived when 
stokers are called upon to use a little common sense 
in their firing if they intend to effectually prevent 
smoke. We have pointed out six things as being 
absolutely essential in the practical prevention of 
black smoke. The necessary information may be sup- 
plied, and the proper conditions of working provided. 
Yet black smoke prevention depends entirely on the 
man at the wheel — the fireman. He can at his 
pleasure make or prevent it, as he is the person who 
puts all the other conditions named into operation. 
Many say, and say truly, that a good sensible stoker is 
the very best automatic smoke preventer extant In 
fact, every smoke preventer now on the market owes 
its measure of success or failure largely to the treat- 
ment it receives at the hands of the fireman. This 
being so, the position of a stoker is a very important 
one, and his work being most skilled work, requires 
both a head and a hand. At one time the only quali- 
fication for a fireman was strength of arm to throw 
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on the coal. That day is now past. Strength, it i» 
true, ia necessary, but intelligence is more so. 
Neglecting the fires, losing the water, rising o£ the 
steam, sticking of safety valve, and a score of other 
things, if not quickly detected, might result in a very 
serious explosion, endangering not only the stoker's 
own life, but the lives of hundreds of others working 1 
in close proximity. The more one realises the 
responsibility attached to boiler firing, the more 
necessity there is for intelligent, sensible, steady 
stokers. If masters will not take steps to secure 
men of intelligence for the work, then it will be 
necessary for the public safety alone that the Govern- 
ment by Act of Parliament make it imperative that 
none but competent persons shall be allowed in charge 
of boilers, and for each contravention a heavy penalty 
should be imposed. This would create a class of men 
suitable for stoking. 

Light firing, and often, is the best and most scientific 
system. The coal should be thinly spread on the 
incandescent fuel. Thus igniting the gases quickly, 
and complete combustion follows. There are different 
ways of firing lightly. Some work the fires a little 
thicker from the front towards the bridge, thus giving- 
the gases a chance of igniting before passing over it. 
Others fire in the front of the furnace, and when the 
fuel becomes incandescent they push it forward, and 
by so doing always have a hot fire at the back to- 
bum the gases passing over before leaving the furnace. 
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Some stokers will work a thin fine, say, 4in. or Sin. 
in thickness, and they find it, by thin quick firing, 
to answer their purpose admirably. Then there are 
others who have proved that a quick fire between 8in- 
and 10in. in thickness, is most suitable for their con- 
ditions of working. They do not fire thickly, but 
thinly, yet by firing often they get an incandescent 
body of fire sufficiently thick enough to answer their 
purpose. Either of the systems named (if the firings are 
light) are very good in preventing black smoke, combined 
with rapid evaporation, and efficiency. The best, most 
reliable, and .safest system for complete smoke pre- 
vention, with efficiency, is what is known as the 
light alternate or side firing. 

The stoker fires one side of the tube first ; the gases 
curl, or turn round to the other side of the tube where 
the incandescent fire is, and the gases are at once 
ignited. Thus complete combustion takes place in the 
furnace where it ought to. If the fireman is in charge, 
say, of three Lancashire boilers, he first fires the left 
side of each tube of each boiler, and by the time he has 
finished firing the sixth tube, all the gases in the first 
tube will be consumed, making the left side of the 
tube an incandescent mass of fire. Then he proceeds 
to fire the right side of the tube of number 1, the left 
burning off the said gases. By this system of side 
firing, black smoke is a thing impossible. It is the very 
best possible system, and produces the very best 
possible results. It is a system which cannot fail, all 
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other things provided. There is one thing, how- 
ever, that militates greatly against the universal 
adoption of this splendid system, and that is the 
little extra labour which it makes for the stoker. 
This labour could be reduced by taking one boiler from 
his charge, and under this system we are almost safe in 
saying he will make more, or as much, steam with the 
two as he would with the three under the old senseless 
system of firing. There could be no reasonable cause 
for objection, either by master or man, to the adoption 
of this method, and there is no doubt that as a result the 
atmosphere would be purer. The furnace must, as far 
as practicable, be kept clear of clinkers if the fires are 
to burn briskly. No fixed period of time can be allowed 
for the working of the fires without cleaning; the times 
must vary considerably, as there are many things to 
take into account, such as the quality of the coal, forcing 
the fires, and many other matters which the fireman 
must consider, and clear his fires of clinkers accordingly. 
This is a matter often neglected, and is responsible for 
much dissatisfaction in the working of boilers. 

Lighting Up. — -There are many stokers who think 
they have a licence to make as much smoke as possible 
■ when lighting up their boilers. They will go further, 
and say that it cannot be prevented. In lighting up, a 
little black smoke must be made until there is suffi- 
cient heat in the furnace to prevent it, and this heat 
can be procured in thirty or forty minutes at the most, 
after which black smoke can be prevented by the heat 
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generated. There is no necessity, even when getting 
up steam, to belch forth for two or three hours dense 
volumes of black smoke, because by ordinary care, as 
at other times, the emissions can be considerably 
reduced. There are firemen who do, when lighting up, 
use very great care in firing, and make very little 
smoke, which is proof positive that much can be done 
even under the greatest difficulties. 

Classes for teaching practical coal combustion are 
absolutely necessary, and ought to be held in con- 
nection with the technical schools. The importance 
of such a subject demands it, and the wonder is that 
such classes have not been established before. There 
are classes for the steam engine and boiler ; but com- 
plete coal combustion, and how to procure it, is seldom 
or ever touched upon. The varying conditions under 
which boilers are worked make the subject a very 
difficult one, yet not too difficult to overcome, as there 
are scores of persons who are experts on this question, 
and who would be able to teach men who were willing to 
become boiler or furnace firemen. Considering there 
are no special facilities for procuring information on 
this question, by those who arc desirous of information 
on the subject, it is a wonder matters are not worse 
than they are. It is unreasonable to expect a man, 
when put in charge of a boiler without any special 
training, to work it satisfactorily. The knowledge 
necessary will not descend upon him in his dream, 
but must be imparted to him by those who have had 
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practical experience in the work. If persons in charge 
o£ boilers and furnaces, and those who intended to take 
up that class of work, refused to attend classes, then 
it would be necessary to send an instructor to the 
various works, where needed, to show the men how to 
fire in the very best possible way. It would be profit- 
able for a number of manufacturers to engage an 
expert on this question, for the purpose of teaching 
their firemen, continually watching them, and insisting 
that the rules laid down were carried out. Special 
tuition in stoking at our technical schools, or at 
the works, is now imperative, if we are to have a 
class of intelligent and industrious stokers. Without 
this class of men black smoke is bound to be made. 
As I have pointed out, everything is in tie stoker's 
hands, and on his applied knowledge depends the 
results which follow, whether beneficial or otherwise 
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SMOKE-PREVENTING APPLIANCES. 

The admitted necessity of mechanical appliances 
designed to Bolve the problem of smoke prevention has 
given rise to a large number of inventions of varying 
degrees of merit, and in order to be, if possible, of some 
little service to manufacturers in selecting the very best, 
in regard to simplicity, cheapness, and effectiveness, I 
purpose describing some of the machines which I con- 
sider the very best on the market, mainly selecting for 
the purpose those which have been before the public 
for many years, and which have stood all kinds of tests, 
and have been found fairly satisfactory, are extensively 
used in all kinds of trades, and are to-day in great 
demand. . 

It must be borne in mind that it would be impossible 
to deal with all the admirable appliances now in the 
market, and I have therefore selected a few of the most 
representative, in order that the public may have some 
slight idea of what they are in principle and what they 
may be expected to do in practice. 

Grids, Panda, Louvre, or Circular. — We have 
already said one or two things about grids, under the 
head of air admission, yet there are many more points 
in regard to them which might with pro6t be now con- 
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sidered. ' The panel, louvre, or circular are similar to 
the grid. Each is for the purpose of letting in air, and 
each is shut by the stoker when air is not necessary. 
This apparatus or arrangement is very old. Its exact 
ago I am not in a position to state, but it must have 
had its birth at the very commencement of the smoke- 
consuming crusade. While very many smoke-consuming 
children have made their advent since, and only sur- 
vived a very short time, the grid is with us to-day — a 
fact which speaks well for its merits. There are multi- 
tudes of men who tell us there is nothing superior to 
it for simplicity, efficiency, and success. It is applied 
in the first instance to every class of boiler, and could 
with similar success be applied to the various kinds of 
other furnaces. There is no necessity to particularise 
its working parts ; they are so few and so simple that 
we are all acquainted with them. Of ten the grid is not 
large enough to admit the air needed in the furnace 
just after firing, but this is a small matter which can 
easily be rectified. There is one other fault which so 
often proves fatal to it, namely, its non-automatic 
action. It will not work itself. The fireman often 
allows the slides to get fast with tar or dirt; sometimes 
he will work them, and at others he forgets to work 
them, and often he will not work them ; then the grid 
is condemned because it will not work itself. 

We are daily coming in contact with experienced 
firemen and engineers who say they could not wish 
for a more simple and more satisfactory arrange- 
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uient when worked, and the only thing wanted is 
a simple, reliable, automatic device to close the grids 
at one or more minutes, thus taking away from the 
firemen the responsibility. They say if this were done 
the grid would become more popular, and more 
successful in preventing smoke than it has ever been. 

THE AUTOMATIC REGULATOR. 
The patentees claim for this invention complete 
consumption of smoke, and in its application to 
steam boilers it effects a saving of from 15 to 20 per 
cent. It is simple of construction and self-acting. The 
diagram (Fig. 1) exhibits the apparatus as applied to a 
Lancashire steam boiler. An opening is provided for 
the passage of air in the lower part of the bridge 
below the fire-bars. This opening is fitted with a door 
or valve, which is opened and closed by a rod or chain 
brought to the front of the furnace. The end of the 
rod or chain is connected to a lever or- wheel fixed to 
a shaft placed across the lower part of the furnace 
front. On the shaft there are fixed two levers, one of 
which is actuated by a corresponding lever, attached 
either to the fire-door or to its hinged butt, so as to 
allow of the fire-door being opened for the stoker to 
examine the fire, yet not wide enough to allow of 
firing without the levers coming into contact. When 
the fire is fully opened for firing up, the levers cause 
the shaft to turn open the door or valve in. the lower 
part of the bridge. At the same time a connecting ■ 
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rod attached to the second lever on the shaft is set in 
motion and actuates a beam or lever, or series of levers, 
communicating with a specially constructed apparatus, 
hereinafter referred to as the regulator. It is this 



Fig. 1. — The Automatic Regulator. 

regulator which forms the essential feature of the 
invention, combined with the arrangement and com- 
bination of parts by which it is brought into action. 
The regulator is a cylinder fitted with a bucket or 
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plunger provided with a valve, the end of which is 
attached to the beam or levers previously referred to, 
which are actuated by the opening of the fire-door. 
The cylinder is filled with glycerine, oil, or other 
suitable fluid, and provided with a port or passage 
from the top of the cylinder to the bottom. On this 
passage there is a cock, or cocks whereby the area 
through which the fluid has to pass may be varied 
according to the time it is desirable for the regulator 
to occupy in its action, which is as follows : — When 
the stoker opens the fire-door for firing up, the bucket 
or plunger is forced down to the bottom of the 
cylinder, the fluid contents rising through the valve 
to the opposite end of the cylinder above the plunger. 
When in this position, if the communication between 
the top and bottom of the cylinder is entirely closed, 
the apparatus will remain stationary, but on the 
passage being opened by means of the cock or cocks 
previously referred to, the plunger actuated, as it is 
by the weight of the moving parts already described, 
or by a counterpoise in the form of a spring or balance 
weight, begins to ascend in the cylinder, and continues 
to go up as rapidly as the orifice through which the 
liquid has to pass will allow, this upward or return 
motion of the plunger causing the door in the fire- 
bridge to close. In some cases the cylinder is so fixed 
that it will oscillate so as to accommodate itself to the 
radial movements of the lever or beam, consequently 
there is no necessity to employ a connecting-rod, 
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slide, or parallel motion. When the regulator and its 
mechanism have once been adjusted and connected 
to the door, through which the air to the bridge of the 
furnace is admitted, it is impossible for _ the stoker to 
throw fuel upon the fire without opening the door, and 
having been opened, it can only be closed by the action 
of the regulator, and by means of the cock or cocks. 
The motion of the regulator may be timed at will. By 
providing the cocks with a removable key, or by 
placing them on the regulator in a. lock-up case, the 
regulator once set cannot be tampered with. An 
important advantage connected with this invention is 
that the necessary appliances can be fitted without 
drilling holes through the plates, and no steam jet is 
used or required. By the detailed and somewhat 
lengthy description of the action of this arrangement, 
the reader (without further illustration) will be able to 
comprehend its construction. 

We have already referred to the hollow bridge as a 
means of admitting air into the tube. Such an 
arrangement was in existence as far back as 1820, but 
the door of the bridge was originally opened anil 
closed by a rod worked by hand. The bridge is the 
same in construction, and the rod is the same kind, 
but the patent consists solely and wholly in the auto- 
matic action, thus taking out of the hands of the 
fireman the responsibility of opening and closing the 
bridge door. There are four parts which may easily 
tell against the efficient working of the apparatus. 
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(1) By admitting air through a hollow bridge there is 
a danger of destroying the draught in the furnace. 

(2) The draught pulls the ashes and dirt into the 
bridge, and very quickly makes up the aperture, and 
unless cleaned out regularly it renders the bridge 
useless. (3) We often find that firemen leave in the 
tube the ashes until they are nearly up to the bars. 
This is done in some cases wilfully, and in others by 
thoughtlessness. (4) The rod by which the door is 
worked gets excessively hot, and very quickly loses 
its original shape, the heat bending it into various 
shapes, which make it useless for the work it has to 
do. If these conditions do not exist, then we can 
safely say that the apparatus will, if properly 
regulated, prevent black smoke. 

Steam Jets. — The introduction of steam jets into 
the boiler or heating furnace is a very old idea, yet 
not the less valuable because of its age. They were 
designed for two purposes, namely, to increase the 
draught, and as the firemen would say, " to kill the 
smoke." It was in boilers where the draught was in- 
sufficient that the jets were introduced. They were 
put through the frame of the furnace, just above the 
door, and blew the steam and blast on the fires; 
which generated heat and steam much quicker than 
could be done without them. These jets were kept 
blowing continuously, thus increasing considerably 
the duty of the boiler. The cost of steam was a mere 
triHe compared with the amount of extra work done. 
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The jet waa also found to answer a dual purpose, as 
it not only increased draught, but destroyed the 
smoke. To do the latter it was found necessary to 
leave either the grids or the firing-hole door open a 
few minutes after firing, so as to admit the necessary 
air to ignite the gases. When this was done there 
was an absence of black smoke with efficiency. This 
simple system by its successful working became very 
popular, until by neglect in the working of it, it 
gradually died, and was superseded by other things 
more costly, and often not so successful. After being 
buried for many years, it has had a resurrection, and 
to-day is found almost everywhere. The principle is 
the same, but it is applied in many other ways. 
I purpose dealing with these later under another head. 
Hollow Bars. — Hollow bars, like the hollow bridge, 
have been in use for a very long period. They admit 
the air into the tube at the same place as the bridge, 
and with similar results. To illustrate this system I 
propose introducing to my readers' notice a very old 
bar which has been on the market for many years. 
The object of the tubular bar is to provide an 
auxiliary supply of heated air at the back of the 
bridge without robbing the grate of any air that ought 
to pass through it in the oidinary way. The air so 
provided mixes with the unconsumed gases and 
carbons passing over the bridge, and supplies oxygen 
for their ignition, thereby ensuring improved com- 
bustion, and reducing smoke to a minimum. 
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The tubular bar is liu. wide. A wrought iron tube 
curved downward at the front end passes longi- 
tudinally through the bar, the bar proper being, 
indeed, cast round the tube. The face of the bar is 
slightly rounded, and by a special process in the manu- 
facture, is made smooth, and chilled to the depth of 
|in. The bar is cast from the best mixture of metal 
face downward, thus ensuring density and hardness. 



Fio. 2. — The Caddy Patent Tubular Furnace. 

The comparatively cool air from the stoke room enters 
the projecting and down-curved mouth of the tube at 
the front end of the bar, and passing through cools, 
and in return becomes heated by it, and is mixed 
behind the bridge, where, coming in contact with the 
unconsumed gases and carbon, it provides oxygen for 
their ignition, thereby not only relieving smoke, but 
securing improved combustion, and so economising 
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■fuel. The tubular bar 13 adaptable to all forms of 
fire grates, and can be fitted in a few hours, all drilling 
and cutting the flue being avoided. The patentees 
also claim for this bar abnormal durability, great 
strength, twisting and bending entirely prevented, by 



the wrought iron tube east through the bar, freedom 
from clinkcring, less frequent cleaning of fires, 
permanently increased evaporative efliciency of steam 
generating plant, and a saving of from 10 to 20 
per cent. There is sufficient promise (which, if 
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realised in practice) to make the bar a perfect 
preventer. 

The foregoing illustrations (Fig. 3) show a full-sized 
section of the bar, also the bar fitted in the furnace, 
enabling the reader to better understand its construc- 
tion and the working of it. Since the introduction 
of this bar other hollow bars have made their 
appearance, practically the same in principle, but 
slightly different in a few details. 

All that we have said about admitting air at the 
bridge, for and against, will apply to its admission 
through hollow bars. If the hollow bars are kept 
clean and the air passages clear, they will, beyond 
question, prevent black smoke, if the air admitted for 
the firing is sufficient ; but from the manufacturers' 
point of view there is another thing, that is, to 
prevent smoke and generate steam with no loss. It is 
easy to talk of preventing smoke with a saving of 
from 5 to 50 per cent., much more easily said than 
done. Some experts on the question tell us that the 
very best results will not realise more than from 5 to 
10 per cent, saving, and these are very rare cases. 
We find in these days that manufacturers are com- 
pelled to study economy, and many of them object to 
the hollow bar, because air is being continuously 
admitted into the furnace, which means from 60 to 80 
per cent, more air going into the furnace than it 



requires, 



and with what result ? Their coal bill has 



gone up considerably, and in spite of the hollow bars 
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preventing smoke they have been in many cases 
abandoned. The remedy for this is very simple, all 
that is required being an automatic arrangement to 
shut off the air when not necessary. Then there would 
be prevention of smoke with economy. I do not 
know of a hollow bar superior, or even equal, to 
the Caddy bar (having stood the test for so many 
years) for simplicity, durability, and for all-round 



DOUBLE DOORS. 
The " Hydes and Bennett " patent is a door which 
has been adopted by a large number of firms, who 
have found it (when worked) to give very satisfactory 
results. This door is somewhat similar to other cast 
doors, with the exception of an opening in the centre 
about 8in. by 3^in., into which fits a plate, fastened 
on two pins in the centre, which allow the plate to be 
pushed forward for the admission of air, and closed 
when not required. In front of this moving door 
there is a perforated plate, through which the air 
passes into the furnace. This is a very simple 
arrangement, its working depends entirely on the 
firemen ; but very often the firemen neglect working 
them, which renders them of no use. We very briefly 
call the attention of the reader to this apparatus, to 
prove that the simplest device, if only attended to 
properly, will be a successful smoke preventer ; and 
without such attention on the part of the fireman, the 
best apparatus may prove unavailing. 
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MECHANICAL STOKERS. 
There has been a gradual evolution in smoke con- 
sumers, from the Grid to the " Mechanical Stoker," a 
preventive which is a substitute for the man stoker. 
Man had so often neglected to do his duty that neces- 
sity brought into existence a machine, which fires the 
boiler regularly and automatically. There are very 
many mechanical stokers now on the market. Some 
Are declining in popularity — or, to be truthful, they 
■are practically dead; while others still retain their 
reputation for smoke prevention with efficiency, when 
-carefully attended to. 

I have selected three mechanical stokers of different 
types which will, I think, most fully and fairly repre- 
sent the various kinds of sprinkling and coking 
stokers which are now working very satisfactorily in 
this country, and also in other countries, viz., the 
"" Proctor," the " Vicars," and the " Helix." Public 
opinion concerning them unmistakeably places them 
in the above-named order. 

Proctor's New System of Coking Stoker. — From the 
illustration (Fig. 4, p. 70) it will be seen that the coal is 
■csrried forward upon the ram, and on the return stroke 
is deposited upon the fire by falling off the end and sides 
of the ram. Thus the supply of fuel will be kept up 
by placing a layer of fuel upon the fire at one stroke, 
and skimming it forward by the next stroke, after it 
has coked ; or, in other words, the coal is laid upon 
the fire in contradistinction to being pushed upon, or 
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in front of the fire, as is usual in other coking- 
systems ; and in this consists the originality, prin- 
ciple, and action of this system. The rams have a 
quick inward and outward motion, and have a dwell 
of one-half a revolution amongst the green coal 
thereby preventing them getting hot. The ends 
which are most exposed to the fire are made detach- 
able, so that they can be easily changed in two or 
three minutes, at a cost of about 9d. each; but 
they will not burn if kept supplied with coal 
and drawn out of the fire when the machine is- 
Btopped. 

Why the Moving Bar ie the Best. — (1) Self-cleaning 
is accomplished by inclining or giving the bars fall 
to the back and with a to-and-fro lever motion of 
alternate bars, causing the dross and fire to fall to the 
back by its own gravity, and the fall can be regulated 
by giving more or less traverse, and increasing the 
speed of the bars having three different speeds to vary 
upon. 

(2) Alternate bar movement is found far superior to 
moving the bars altogether, which necessitates a very 
complicated piece of machinery, every bar having to- 
be moved, as in moving forward altogether the bars 
have only separate action in the return stroke, whereas 
by moving every alternate bar there is double the 
chance of keeping the bars from soldering together, and 
also keeping the air space free, which is the main 
object in moving bars. 
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(3) This is the only patent with a steam bearer for 
protecting the bar ends, and which allows an active 
fire to be kept up the whole length of the bars, without 
fear of burning the backs down, if the steam is kept 
circulating through, whereas without the steam bearer 
the fire has to partially burn itself away before getting 



Fig. 4. — Proctor's New System of Coking Stoker. 

to the back, whereby reducing the effective duty at 
the back end of the bars. 

(4) Only a slight vapour of steam is required to 
issue from the jets, to show that it is circulating 
through the steam bearer, and not for the purpose of 
blowing the fire at the front, which makes a white-hot 
fire at the mouth of the furnace, and little or none at 
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the back. By having this intense heat so near the 
boiler front (the most rigid part), it cannot but have 
an injurious effect upon the same. 

(5) It is simple in construction, takes very little 
power, and can be changed as easily as ordinary 
stationary bars. These bars can be used in three 
different ways, viz , as self-clearing bars, or they can be 
put in and out of gear to work intermittently, or as 
hand moving bars. The other advantages advo- 
cated on behalf of this stoker are : — All the coking 
is done inside the fires. Tiles or fire-bricks for 
coking purposes entirely dispensed with. Firing by 
hand can easily be resorted to. When the supply 
of fuel is properly regulated, the stoker will work 
two or three hours, and with reasonable load has 
worked for half a day without being interfered with. 
Working pai-ts are few and simple in construction, 
and the highest efiiciency is obtained, and also 
ample provision is made for Inspectors and firemen 
getting into the flues without taking the apparatus 

The illustration (Fig. 5) shows a front view of the 
Vicars' new and improved 1896 patent mechanical 
stokers and self-clinkering smokeless furnaces fitted to 
a Lancashire boiler. 

Fig. 6 shows an inside section of the stoker, which 
will help the reader to understand the mechanical 
movements. The mechanism of this machine may at 
the first sight seem to be very complicated and com- 
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plex, but on examination of its construction and! 
operation we shall find the stoker far simpler than it 
appears at the first glance. I will, in particularising 
the various parts endeavour to make the machine 
thoroughly understood by all. Daring the last few 
years this stoker has been improved in many of its 
details as undermentioned. The fuel, after leaving 
the charging boxes by the action of the reciprocating 
plungers, is deposited on a coking plate, where it lies 
in a mass of 12in. deep, and is thoroughly coked be- 
fore being carried inward by the movements of the 
grate-bars. 

The two separate mechanical movements in the 
operation of this stoker are driven by auxiliary power, 
are each independent of the other, and both entirely 
automatic in their action. They are the " coal feed 
and grate motion." 

The coal feed is varied by altering the rate of revolu- 
tion of the plungers, which by the simple movement of 
a shut lever can be instantly adjusted to a wide range of 
movement, from slow to rapid, as the consumption of 
fuel may require, the feed to each furnace being entirely 
independent of the other, The grate motion is a 
reciprocating action of the grate-bars, and is opened in 
the same way as the coal feed, but with several inter- 
mediate variations, from a state of rest to a movement 
of 3^-in. The bars in each furnace are arranged in two 
sets, each composed of the alternate bars, which sets 
operate together in moving inwards, but return at 3epa- 
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rate intervals. Thus the fuel is carried inward by the 
simultaneous action of both sets of bars, and remain in 



Fig. 5. — Vicar's New and Improved 1806 Patent 

Mechanical Stoker and Self-clinksrinu 

Smokeless Furnaces. 

place without being disturbed by the return of either 
set. Each successive inward movement of the bars 
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serves to carry the fuel, together with the clinker and 
ash refuse, nearer to the inner end of the grate, when 
the mass at length drops over into the combustion 
chamber, and forms and maintains a bank which acts as 
a bridge, and on which the combustion of the precipi- 
tated fuel is, in due time, completed. An ordinary 
" bridge wall," or " flame bridge," is built in the fine or 
setting, a short distance beyond the grate-bars. 

The combined and harmonious actions of the coal 
feed and grate motion give the operator such thorough 
and continuous control of the quantity of fuel admitted, 
and the time it is retained in the coking arch and on 
the grate-bars, as to secure perfect combustion and the 
emission of smokeless gases. 

The various parts receive their movement from an 
overhead shaft, which can he attached either to the 
stoker itself or to other bases of support. Doors are 
provided that can be used for hand-firing if desired, 
but as in regular service they are only used for bank- 
ing fires, the usual tooling off due to the frequent 
opening of charging doors is entirely avoided. 

(1) It is claimed that steam can be generated by the 
stoker from the lowest qualities of dross. 

(2j By means of the feeding arrangement the gases 
are consumed in passing over the fires, and thus little 

smoke is emitted from the chimneys. 

By combining conveying plant with stokers a 

; of 50 per cent, can be effected. 

an there is a decided difference between the 
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statement of the makers of various kinds of smoke- 
consuming machines in reganl to tho saving effected 



Fig. 6. 

and the persons who purchase them. We do not 
intend to discuss these differences, hut leave the 
machines to prove the actual saving in practice, which 
f 2 
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is the only way of ascertaining the merits or demerits 
of any machine. 

The illustration (Fig. 7) below is a part view of a 
battery of ten Lancashire boilers, and introduces to our 
notice a stoker of an entirely different principle to those 
already considered, this feeding the fires underneath. 



Fio. 7. — Andrews' Helix Furnace Feeder, 

while the others feed the fires at the top. The 
patentee of this new idea of feeding fires by a me- 
chanical stoker says, "After many experiments worked 
out in many forms, and under all possible conditions, 
it is now well known that the way to prevent smoke 
is to supply the fresh fuel underneath and send it up 
through the fire or furnace of whatever kind it may 
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be. This consummation has now been attained only 
oy the ' Helix Furnace Feeder.' All other mechanical 
stokers supply the fuel at the top of the fire, varying 
from one another only in matter of detail, but one and 
all following the exploded fallacy of trying to prevent 
or consume smoke while putting green coal on at the 
top of the fire. By throwing the coal over the surface 
of the fire in very small quantities there is in some 
cases an apparent diminution of smoke, but by careful 
examination it is found that this apparent or real 
reduction of smoke is only effected by carrying up 
the chimney small particles of coal and flue dust, 
which, while not so visible to casual observance, is a 
far greater danger and nuisance to the surrounding 
neighbourhood than smoke itself. By sending the 
fuel right through the fire, from the bottom upwards, 
on the principle of the 'Helix Furnace Feeder,' 
neither smoke nor dust nor sulphur can escape, perfect 
combustion of all particles must of necessity take 
place in passing through the body of the furnace, 
rendering the vicinity of chimney stacks, furnace 
piles, and manufacturing hearths of every description 
as pure and sweet and healthy as a gentleman's 
park." , 

Instead of the furnace floor consisting entirely of 
fire-bars, some are omitted, and in their stead two or 
more long troughs are placed and connected, and there 
are openings along the taper tubes, beneath the fire- 
bars. The wide ends of these tubes continue under 
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the dead plate and join a feed trough or hopper box, 
which crosses the front of the furnace. Passing 
through the feed trough, and filling the taper tubes, 
long, auger-like screws are placed, and receive either . 
an intermittent motion from ratchets and pauls, or a 
continuous motion from worm wheels and worms 
carried on a shaft running in front of the furnace. A 
large hopper supplies the coal to the feed-trough, and 



Fig. 8.— Front View, with the Screw taken out and 
placed is front. 

the screws carry it into and along the taper tubes, and 
fill it up through the openings previously described 
into the fire in proper proportions throughout the 
whole length of the furnace. 

The accompanying illustration (Fig. 9) shows an 
inside view of the furnace. There are in this furnace 
the tilting bars, which are very useful for rapid and 
constant cleaning, when using dirty coal and pushed 
for steam. These bars are worked by hand from the 
front of the boiler. 
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The patentee says the following advantages are to 
be gained by using his furnace feeder : — ■" Absolute 
simplicity, notable economy, durability, applicable to 
all steam boilers, easy supervision, increased evapora- 
tion, smokeless, uniform feeding of the grate, and 
complete combustion." There is a great deal of force 
in what is said in favour of this furnace. The feed- 
ing of the fire underneath will ignite the gases, and 
give them less opportunity of escaping up the chimney, 
than many other systems of firing, either by hand or 
machine. 

1 have visited works where a range of ten Lanca- 
shire boilers were fitted with the "Helix Furnace 
Feeder," which on inspection with the chief engineer 
were found to be working fairly satisfactorily. The 
engineer said, " They had been working many years, 
and they had little cause for complaint." 

I have no desire to imply for one moment that the 
three stokers named are the only stokers on the mar- 
ket which are successful as smoke preventers. 

There are many excellent stokers which are slightly 
different to each other in some detail, yet one in 
principle, and which are doing splendid service— 
stokers to suit various conditions of working — that 
manufacturers might purchase with profit. Therefore, 
having such a variety of stokers to select from, smoke 
makers have only to take their choice and pay the 
price. The mechanical stoker is a fairly popular ma- 
chine, and is very extensively used in various parts of 
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this and other countries, especially liy those unable to 
rely on sensible stoking by their firemen. The fire- 
man has only to fill the hopper, and the machine dees 
the firing, with a regularity, reasonableness, and re- 
sults which the man often fails in. 

The principle of mechanical stokers is an excellent 
one, viz., light-firing. In all the machines, without 
exception, the patentees are agreed that light and 
regular firing is absolutely essential for practical 
smoke prevention, and the sooner this principle re- 
ceives that general recognition which it deserves the 
sooner we shall be rid of all preventable smoke. The 
great popularity which this class of machine has 
gained is due to the practicability of the principle on 
which the machine is constructed. 

The mechanism of some of these machines is very 
complex, wbUe, on the other hand, in others it is very 
simple. Experience teaches daily that the simpler the 
machine the more successful that machine is likely to 
work, if the simplicity is combined with efficiency. 
The more complex a machine is the more liable it is 
to get out of repair, and the more attention it requires 
at the hands of the fireman, which is all against it. 
All machinery, whether complex or simple, requires 
attention if it is to work satisfactorily and with great 
success, and especially mechanical stokers, because the 
mechanism is so exposed to the dust and dirt, not 
only when cleaning, but throughout the day, that 
unless they are well cleaned and oiled they will very 
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•quickly get out of repair. I have visited works 
where many stokers have been working, and it has 
teen difficult to detect the various parts owing to 
there being so much dirt upon them. I have 
wondered at them working at all, let alone doing well 
under such conditions, and it speaks very highly of 
the merits of the machines. This is the point I desire 
to enforce most strongly here, viz., that all machines. 



Fig. 9. — Inside View. 

appliances, or arrangements of any kind for the pre- 
vention of smoke must have reasonable attention at 
the hands of the fireman to get the best results from 
them. If this attention is not paid to them, the very 
best arrangement will be useless. I do not wish to 
speak too strongly on this point, but I am constantly 
called upon to face facts which warrant me in saying 
that firemen in many instances are responsible for the 
failure of appliances simply because they take an 
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antipathy to them, in spite of the fact that the 
employer has been satisfied the arrangement will do 
its work if properly attended to. In such cases the 
penalty or punishment should fall on the fire- 
man. 

Mechanical stokers work with uniformity and 
regularity if kept in condition and the fires are fed 
slowly or quickly with the required quantities. There 
is often attached an automatic damper which closes 
when the steam reaches a given pressure, and opens 
when the steam falls below that pressure. This is 
another great advantage of the stoker. The fireman 
can leave his boiler with safety for a great length of 
time to go and do other work, finding on his return 
the steam up and the fires in good condition. This 
prevents, on the one hand, a waste of steam or a 
dropping of the steam, and the setting down for a 
time of the machinery. 

There is no doubt about mechanical stokers saving 
labour if they work well. 

The initial cost of stokers prevents many manu- 
facturers from purchasing them. To fit up a few 
boilers with them means a big outlay. Many main- 
tain that the cost of working is rather heavy, while 
there are others who say the working cost is fairly 
small. Such opposite statements may be explained 
by the conditions under which they work, which 
makes running and repairing either a large or small 
item. 
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It may be asked, are stokers capable of meeting- 
all working conditions ? This question, we think, in- 
definitely answered in the negative by the abandon- 
ment of series of stokers of every kind by manufac- 
turers in our big cities and centres of industry. They 
find that stokers are of little use on boilers when tho 
steam required is intermittent and irregular. Such 
boilers can be fired better by hand, with less labour 
and better results. Many have had stokers on boilers 
working under such conditions, and have been com- 
pelled to help with hand firing. The result has been 
taking off the stoker and firing by band, which they 
say is more successful. This is not an isolated 
opinion, but is general amongst owners of rolling- 
mills, presses, forges, hammers, and many other kinds 
of irregular work, who have had to pay dearly to find 
out the better system. 

Stokers are very suitable and successful on boilers- 
where the work and running is regular, viz., flour 
mills, spinning and weaving mills, turning shops, 
silversmiths, cutlery manufacturing, electric lighting, 
and, if necessary, we might mention many other 
trades, where the work is continuously the same, and on 
such boilers they invariably do well. Where we have 
positive proof that one kind (no matter how good) or 
apparatus will not suit every working condition- 
then it behoves steam users to select the' 
preventer most suitable for their individual pur- 
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Washing Smoke, 

It may be of interest and benefit to the reader to 
notice what has been attempted in the way of washing 
smoke. Some time ago an apparatus was put on the 
market with this object in view. It was placed at the 
bottom of the chimney, and consisted of a fan with 
beaters, which ran rapidly round in water. The 
smoke passed into this apparatus, and the beaters were 
supposed to wash out all the unburnt carbon (which 
was claimed to be a good disinfectant), so that nothing 
but invisible gases passed up the chimney. It was a 
very costly arrangement ; but this was not the fatal 
■objection, as it cooled the gases and destroyed the 
■draught, which made the apparatus useless. 

Then there came along an apparatus (somewhat 
similar in principle to the smoke washer), which was 
■called the smoke condenser. By this arrangement the 
-ordinary chimney was dispensed with, the smoke 
T>eing discharged into one or more tubes, and being 
met by jets of steam, which it was alleged " condensed 
it as it passed from one tube to the other," thus ulti- 
mately emitting steam and smoke of a lightish colour. 
This arrangement was tried at various times, but, like 
the other, it destroyed the draught. This very quickly 
■died, although the patentee was very sanguine about 
its success. Possibly if the process could have been 
•carried on without interfering with the draught, there 
would have been some prospect of its becoming popular 
.as a practical smoke preventer. 
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Forced Draught. 

In the gradual process of evolution going on for 
many years in smoke prevention, we find that forced 
draught apparatuses have gained a great amount of 
public favour, and for the following reasons: — (1> 
Because there is increased evaporation ; (2) they 
supply a deficiency of draught ; and (3) a cheaper coal 
can be used. These three advantages have created 
such a rage for this kind of apparatus that manu- 
facturers who have had plenty of natural draught on 
their boilers have adopted the forced draught, but only 
to find out they have made a mistake. Forced draught 
is necessary when the natural draught is insufficient, 
and in these cases it produces beneficial results. Like 
other kind? of preventers, there are a great many of 
them before the public, each slightly different to the 
other in some detail. In order to make known this- 
forced draught principle of smoko prevention, we 
illustrate two kinds which have gained the most 
favour. 

THE "MELDRUM FURNACE." 

Fig. 10 is an illustration of Lancashire boilers 
fitted with the " Meldrum." The phenomenal success 
that has been achieved by this furnace is the beat 
testimony of its intrinsic value, as there has been over 
6000 furnaces fitted, representing over one million 
horse-power. 
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In the adoption of this apparatus the whole air 
supply is under absolute control, so that the fire may 
be forced or slackened at will, and this entirely inde- 
pendently of atmospheric conditions. 

The patent steam-jet blowers are a special feature 
of this apparatus. 

The patent bars are made interlocking to prevent 
displacement, and are spaced about T '«i n - apart to 
prevent anything but the finest dust falling 
through. The action of the steam and air on the 
bars prevents clinker adhering; the bars consequently 
last three or four times as long as ordinary bars with 
natural draught. 

In this system the steam for actuating the blower is 
first superheated and perfectly dried. This is a very 
important point, as by this means the efficiency of the 
blower is materially increased, and all danger of 
moisture in the boiler flues i3 overcome. The illustra- 
tion (Fig. 12) shows clearly the method adopted, and 
Also the patented arrangement of valvular dead plates 
for the efficient consumption of smoke. By use of 
the Meldrum furnace a great saving is generally 
effected, not only by burning inferior fuel, but also 
by being able to maintain steam more regularly, and 
with less forcing to the boiler. This furnace is 
specially designed for low-class fuels, such as coal dust 
and coke dust, Sec. which can be burnt with good 
results when the bars are close and the air supplied 
under considerable pressure, much beyond the power 
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of chimney draught This pressure does not extend 
further than the ashpit and through the fuel, which is 
just the place required to effect perfect combustion, 
and produce a high temperature flame. After passing 
over the bridge, the flame and hot gases travel 
through the boiler flues at the ordinary rate of chim- 
ney draught. 



\n$T y ""fan 

Fia. 11. — Elevation and Plans Interlocking Fire-bars. 

The illustration (Fig. 12) will give the reader a 
correct idea of the result in the furnace by the action 
of this apparatus. 

The patentees also claim for it the following 
advantages : — (1) Increases the draught where 
deficient. (2) Any kind of inferior fuel can be burnt. 

(3) The evaporative power of the best coal increased. 

(4) Clinkers are prevented from adhering to the bars. 

(5) Fire-bars are preserved, and last for years. (6) 
No liability to get out of order. (7) No engine or fan 
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required. (8) No waste of fuel through the bars. 
(9) Fireman can regulate and stop the draught 
instantly by turning a small cock governing the ait 
supply. (10) No extra space required, as the furnace is 
self-contained. The Meldrum forced draught furnace 
is beyond the question of a doubt the most popular 



LONOITUOIHJtL SECTION THROUW FURNACE. 
FlO. 12. 

presented (on the market, to-day) of its kind. The 
sales and the success achieved warrant us in making 
this statement. 

We do not desire to imply it is perfect, 
such an inference would be untrue, because this 
efficiency, success, or perfection entirely lies with the 
person in charge of the boiler. Consequently it whollv 

o 
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depends on the fireman whether its working is a suc- 
cess or a failure. This is a most important point, 
which the patentees will admit, and which ought to 
receive their attention, and, if possible, put it beyond 
the power of any fireman to fail with it if he is so 



Until this ia done black smoke is bound to 
be made at intervals, which proves conclusively that 
improvement is necessary to make the arrangement 
more perfect, and not dependent upon the whim and 
caprice of the fireman. This statement is only too true, 
as proved many times by visiting the various works 
where this furnace has been in use. One fireman 
has made much smoke, while another with the same 
kind of furnace, working under the same condition 
in every respect, and with the same class of 
fuel, has made no smoke that one could complain 
about. 

If we might be allowed to make a suggestion, we 
should say that automatic action is necessary to make 
this furnace at all times a reliable forced draught 
and smoke preventer. Some mechanical device, 
simple in action, impossible to get out of order, timed 
to work when the fireman' began to fire, and to cease 
working when all the gases are combusted, would be 
an admirable acquisition to this furnace, preventing 
black smoke at all times, and not leaving the furnace 
at the mercy of the man to make a failure when he 
chooses. 
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BHOOK'S PATENT GAS FUhNACE FOR STEAM BOILERS. 

The patentee of this furnace, illustrated below, 

claims it to be specially suitable for burning small 

coal, with a consequent saving, in many cases of up- 



Fio. 13. -Brook's Patent Boiler Furnace. 

-wards of 40 per cent., and also to be a powerful steam 
raiser without creating a smoke nuisance. 

This furnace is a new departure, being entirely 
constructed on new lines. The usual fire-bars are 
replaced by a combined hearth plate and air channel, 
which is located in the lower part of the flue, form- 
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ing a blast chamber underneath the same, into which 
a steam-jet blower forces the air for the fire. By 
reason of its working with a forced blast this furnace 
is especially suited for places where bad draught 
exists, as it will make more steam, and at the same 
time greatly reduce the smoke — a desideratum which 
is effected by using a solid hearth plate instead of 
grate-bars, in conjunction with forced draught. This 
furnace is. particularly well suited for the combustion 
of small coal, as there is no possibility of waste. 

In consequence of the air being admitted to the fire 
some inches above the hearth plate, and the openings 
being horizontal, the accumulation of ashes and 
clinkers does not clog the air openings so soon as 
with ordinary grate-bars, and consequently it necessi- 
tates less frequent ^cleaning. 

The following are additional advantages which are- 
claimed for this furnace : — 

(1) A thorough smoke preventer, notwithstanding; 
either had draught, small coal, or heavy firing. The 
active combustion, coupled with the special but simple 
means provided, accounts for its success in thia 
respect, as it will act, under various conditions and 
strength of draught, with unwavering certainty. 

(2) One fireman can drive 800 horse-power. 

(3) Thirty shovelfuls of coal may be thrown on at 
a time, and yet the chimney will remain quite smoke- 
less. 

(4) Great simplicity, low cost, no machinery to 
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repair, less frequent stoking, and less cleaning out. It 
ia a powerful steam raiser, as well as an economical 
apparatus, and owing to the increased volume of flame 
in the furnace, the heat is more generally distributed 
along the boiler, thus greatly avoiding the tendency 
to strain it, so common with other systems of forced 
draught. 

The peculiar part of this furnace is the solid plate 
for the fire-bars. At first sight one might be inclined 
to contend that the principle was wrong, and to 
imagine that the non-admission of air under the fire 
by grate-bars would be equal to having dirty fires, and 
the result would be black smoke. But to make up 
for the non-admission of air through bars, a powerful 
blast is applied to the furnace, blowing up the lire, 
and generating a great amount of heat. In the fur- 
nace a bigger body of fire may be kept and worked 
with advantage if the fireman is so disposed ; but, 
like other furnaces, its efficiency in regard to saving 
and successful working generally depends, we might 
say, entirely on the man in charge. The simple sug- 
gestions made re the " Meldrum " are applicable in 
many respects to this furnace. When worked care- 
fully, it will produce very good results, while, on the 
other hand, if negligently fired (like all other arrange- 
ments), it will make black smoke. 

We will now proceed to discuss the disadvantage or 
dangers of forced draught. It must be borne in mind 
that absolute perfection does not exist in the best 
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af mechanisms ; there is generally some drawback, 
alight deficiency, or disadvantage connected therewith, 
and in justice to all, when speaking on forced draughts 
in general, we feel it our duty, both to patentee and 
purchaser, to point out disadvantages as well as advan- 
tages. It is only in this way that correct conclusions, 
may be arrived at. 

There are many forced draughts now before the 
public, which are very valuable as smoke preventers, 
and which we cannot explain in detail ; and there are 
also many that are valueless, and the latter make 
a great amount of smoke unless excessive care is 
exercised. 

It has been no uncommon thing in our experience 
to find chimneys emitting from four to forty minutes 
of black smoke in one hour, made by one Lancashire 
boiler to which was attached a "forced draught." The 
leading feature of some forced draughts is to force the 
gases up the chimney, rather than cause combustion in 
the furnace. This great liability to make smoke has 
done the system a lot of harm, and largely divorced 
public favour. 

During the last few years many of the manufac- 
turers have abandoned various systems of forced 
draught, returning to their old love — natural draught. 
Being anxious to know the real reasons, we have 
made very exhaustive inquiries, in order to find out 
whether sentiment or a saving was the cause. As a. 
result, we were brought face to face with the follow 
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ing facts : — Manufacturers said the forced draught by 
concentration of heat in particular places burnt the 
boiler plates, necessitating the boiler being set 
down and new plates put in ; also that the fire-bars 
burnt away ten times quicker than with natural 
draught, which it was found, "made it imperative to 
discontinue the use of forced draught unless the users 
desired to figure in the Bankruptcy Court." Many of 
such statements we have found to be true when 
visiting the various works and seeing the burnt plates 
and bars. Such facte were beyond dispute. 

We have come in contact with many cases where 
the cost to repair the damage done to boilers and bars 
by forced draught has been enormous, and one cannot 
wonder at them throwing the apparatus on the scrap 
heap ; yet one does wonder sometime;! at the manufac- 
turers risking the ruination of their boilers by attach- 
ing to them forced draughts which have not been 
proved efficient. In one respect it speaks well for 
the manufacturers, as it shows that they are prepared 
to try anything, and go to any cost if they can only 
prevent black smoke. 

Some firms have taken off mechanical stokers, for 
the reason that they throw out of the chimney small 
particles of coal. Our attention was called to a par- 
ticular chimney (a very tall one), which served four 
Lancashire boilers to which were attached mechanical 
stokers. The chimney was near a river, and when 
the wind was in that direction particles of coal were 
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carried across the river, covering the ground for a 
distance of 200 yards or more. It was an intolerable 
nuisance, and the only way of abating it was to take 
ofl' the stokers, and this the firm decided to do. There 
are some forced draughts which do the very same 
thing, yet on even a larger scale. For a long time 
property owners and occupiers in the vicinity of large 
works have complained of black showers visiting 
them so frequently, and they were at a loss to under- 
stand from whence the nuisance came. They noticed 
when the works stopped the black rain drops ceased, 
which caused them to come to the conclusion that 
they came from certain chimneys. Pressure was put 
upon the owners of the said chimney, who made 
investigations, and found forced draught to be the 
cause, and because of this a good number have dis- 
pensed with it. 

Those particles which are too heavy to he carried 
up the chimney, and too light to remain in the furnace 
to he burnt, find a resting-place in the flues, and 
places in which they never ought to be found. In the 
first place, it is a waste of coal ; and in the second, it 
fills the flues much faster than natural draught. This 
is an item which works out to be very costly, both in 
coal, the setting down of the boilers, and the extra 
cleaning of the flues, which does not speak very 
favourably of the system. If the flues are not cleaned 
out very frequently, it means less draught and insuffi- 
cient (even with the artificial draught) to generate the 
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necessary steam. So constant flue cleaning with some 
forced draughts is absolutely essential. 

Some take objection to forced draught ' because of 
the great noise it makes. They say : " The noise is an 
intolerable nuisance, and the remedy is worse than the 
■disease." There can be no question that the noise 
made in some instances is very much against forced 
■draught, especially when the boilers are near to the 
shops where a larga number of men work, and where 
talking is necessary to carry on their work. To some 
men noise is not the slightest objection, while to others 
^who are very sensitive) it is very objectionable, 
■especially when they are not in the very best of health 
and temper. 

The initial or first cost of adopting forced draught, 
.say, for one Lancashire boiler, is an important item 
to many small tradesmen. From £00 to £80 is to 
them a large amount, and makes them often hesitate 
■on that account. We know patentees, like other 
persons, want large profits, but sometimes their profits 
.are not so large as they would be if they were to 
charge a little less and sell double the quantity. 
Then there is the working cost, viz., steam blowing, 
-constantly, or at intervals — a very small item — and 
the burning away of the piping and various parts of 
the apparatus inside the furnaces. In some forced 
-draughts the renewal of these parts are rather costly, 
and we have known some of them to be burnt away 
in three months. 
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Again, when common or dirty coal is used, it means 
larger quantities to get up the required steam, and 
that of necessity entails more carting to and from the 
works of coal and ashes. Then there is extra flue 
cleaning, which we have mentioned, and this is a very 
big item. 

Extra labour is also necessary to assist in cleaning 
the fires, carrying away the ashes, and in firing the 
boilers, for the firemen say, that with such fuel, and 
forcing the boilers, they cannot attend to the usual 
three boilers, two being sufficient. 

If this concession is not made to the fireman, he 
may get negligent with the extra work, and often 
by it brings to his master court costs also. The 
disadvantages in forced draughts we have enumerated 
show that there is plenty of room for improvement. 

The Improved Automatic Register Smoke Pre- 
venter and Fuel Economiseb. 

The Automatic Register (Fig. 14) is a mechanical con- 
trivance easily adjusted for automatically regulating the 
admission of supplementary and intermittent quantities 
of atmospheric air to the boiler and other furnaces, 
both in front and rear of the fire-grates, for the pur- 
pose of supplying the necessary oxygen to the incom- 
bustible gases during the time they are being rapidly 
evolved from the fuel in the fire-grates, thereby con- 
verting them into combustible compounds, and subse- 
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quent smokeless flame. It is so arranged that it- 
controls the admission of air in front of the fire-grate 
by means of a plate made to slide in a frame fixed, 



Fig. U. — The Automatic Register Smoke Preventer- 
and Fuel Economise. 

between the fire-hole door and the furnace front. It 
also controls the admission of air from the back of 
ashpit to behind the bridge, either direct or through- 
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a. heating chamber, by the opening and closing of a 
flap valve. Consequently tha necessary supplemen- 
tary air can be given to the gases when required, and 
-automatically shut off when not required, thereby 
-causing a gain in the former case and preventing a 
loss in the latter, which is very considerable with 
.some kinds of fuel. It also controls the opening and 
closing of steam jets, which are used for the purpose 
•of forcing atmospheric air through or between the 
grate-bars during the time the air valves are open, 
the opening and closing of the steam-jet valves being 
.simultaneous with the opening and closing of the air 
valves, a great advantage when the draught is had. 

It will be noticed that the front air valves are quite 
independent of the fire-hole doors, and that the fire- 
man, though he may open the doors, cannot interfere 
with the fires in the furnace until he has opened the 
front air valves, as they cover the openings through 
which the fuel Is put into the furnaces ; and when he 
•opens the front air valves, he must simultaneously 
open the rear air valves. Therefore lie is compelled 
to make provision for the inlet of air into the furnaces 
-and heating chambers at the bridge, bsfore he has in 
any way interfered -with the fires and closed the fire- 
hole doors. The patentee also claims the following 
-advantages for the " Automatic Register " : — 

That it is a perfect smoke preventer. It economises 
fuel and gives more boiler duty. It is simple, positive 
in its action, and not liable to get out of crder. It 
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can be easily adjusted to suit the requirements of the 
coal in use. The most inferior coal, slack, or breeze- 
can be used with this apparatus. Any kind of grate- 
bar is adapted to it. It can be easily applied to any 
angle or double-flued or horizontal or vertical boiler. 
It can also be applied to puddling, re-heating, and 
other such-like furnaces. It is invaluable to boiler- 
men who have to attend to other work, giving them 
more time to do so. It is not expensive, considering 
its efficiency, and it does not require an engine to- 
work it. This arrangement is a revival of the old 
idea of admitting air into the furnace in the simplest 
form possible, and doing it automatically. After 
having tried various systems and arrangements, 
experts have found, as we have already said, that 
air is necessary, and the simplest way to admit it,, 
though the method may be old, is the best. This 
register, when put upon the market, was highly 
eulogised by many who were considered authorities 
on smoke-preventing. 

It had a very good start, receiving plenty of 
public favour, and sold rather rapidly. On some 
boilers, after a time, it was found that the register 
decreased rather than increased the draught, and the 
cause of this was the letting in of air at the door to 
the bridge. When the bridge was closed, and air went- 
through the door only, the draught was better, but 
when the two were working it was bad. This, no 
doubt, had not a little to do with the disrepute into- 
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-which it fell; but there was another thing which, in 
-our opinion, was the cause of its decline, rapid as it 
was, viz., the lifting of the levers by the firemen at 
■every firing. True, no engine was required to work 
the apparatus, but a great amount of strength was 
necessary to lift the levers. The firemen having to do 
this set their minds against this machine, with the 
Tesult already named. Had there been no levers to 
lift we feel certain this register would have had a long 
«nd successful run. There are at the present time a 
goodly number working very successfully in places 
where the firemen are compelled to pay proper atten- 
tion to them. 

It is known by many manufacturers that a very 
large percentage of the heating power of coal is wasted 
through imperfect combustion. It is the office of the 
simple invention illustrated on page 103 to obviate the 
loss, and at the same time remove the nuisance of smoke. 
The sketch conveys a graphic idea of the manner in 
which the smoke is attacked at the furnace door. The 
door is so constructed that it produces both a baffle 
and an eddy or whirl, and heats the air passing 
through, partially delaying the progress of the smoke 
■towards the flue, until it is thoroughly admixed with 
the air demanded for complete combustion. It is 
whilst it is in this condition that when passing over a 
body of incandescent fuel the combustion is completed. 
The air is admitted and induced by natural force of 
draught into the furnace at the door in whirling 
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sprays, heated by radiation, drawing all the generated" 
smoke gases into the vortex thus produced, and ignites, 
thus increasing the total heat and consuming all the- 
elements which constitute smoke. 

In Fig. 16 we have an illustration of what takes 
place in the furnace by the admission of air through 
,the door. The makers claim the undermentioned 
benefits from this door: — Superior efficiency over 
every existing method, however expensive in securing 
the abatement and abolition of all coal smoke and - 
other noxious and poisonous products through imper- 
fect combustion. To stop the serious waste of coal 
through imperfect combustion. Great saving in fuel. 
Smaller and cheaper coal can be used. Change 
effected without cost in one minute. No machinery, 
as the action of the invention produces its own bene- 
ficial results by natural attraction. No special in- 
struction to firemen. 

There is no doubt about the simplicity of this door. 
Neither would we question the value of admitting air 
at the door — this is universally admitted to be the 
proper place ; but as to the merits of the baffle eddy, 
or whirl, we will offer no opinion. Much could be 
said in favour of a door of this description, yet there 
is one thing, in our opinion, which is greatly against 
it, viz., the continuous admission of air, 70 per cent , 
or more than required for the combustion of the gases, 
and this, we feel Bure, unless remedied, will prove 
detrimental to it. The principle is good— the place of 
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admission is the prop3r place ; yet to make the door 
more perfect it needs an automatic arrangement to 
regulate as required the admission of air. 

If we might be allowed to mike a suggestion we 
should say: If louvres, panels, grids, circulars, or 
something else were worked by a reliable automatic 
arrangement, opening and closing the apertures in tho 
door for the admission of air, it would meet the 
requirements. In the first place, it would prevent 



Fig. 16.— Longitudinal Section of the Smokeless 
Incandescent Furnace. 

unnecessary air going into the furnace, and thus- 
causing a waste. Secondly, it would require no 
attention on the part of the fireman, opening when he 
opened the furnace door, and closing in a given time 
automatically, to suit the class of coal ; and, thirdly, 
it would mean a considerable saving, by increased 
heat in the furnace with the same amount of coal. 
Such an automatic door would be an invaluable inven- 
tion for the practical prevention of smoke. 
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There would, however, be one other point to con- 
sider in connection with it, viz., the natural draught- 
If the draught were defective it could be increased to 
the required amount by putting into the furnace at 
■very slight cost one or two steam jets, which could 
either work continuously, if short of boiler room, or be 
worked for a few minutes after firing, and then shut 
off automatically. By adding the jets there would be 
increased draught, greater evaporation, and cheaper 
coal could be used, and, in short, a considerable saving 
at a very little extra cost. There are many advan- 
tages from such a door, even when worked in con- 
junction with the jets or forced draught. Supposing 
the jets were working continuously, air would not 
{like many forced draughts) be constantly going into 
the furnace, as the regulating door would prevent it, 
the furnace getting the advantage of the blast and not 
the disadvantage of air when not necessary. The 
blast could also be shut off at the same time as .the air 
if essentia], and another great advantage from the 
suggested door would be its economic working either 
with natural or forced draught. 

In our examination of the various patented smoKe 
preventers we commenced by air admission through 
the grid door worked by hand, we have also carefully 
considered appliances, both costly and complex, which 
have been the work of great genius, and years of 
labour. We now come down to the present day 
developments, and what do we find ? That we have 
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practically come back to the position started from 
many years ago, viz., the grid door, but with one 
important addition, and that is automatic action. For 
the latest development of a smoke preventer is an 
automatic grid door, proving very conclusively that 
air admission through the door, though an antiquated 
idea, was an excellent one, and producing excellent 
results. If it were wise to do so we could give the 
names of many firms who have tried thoroughly (at 
great expense) the best patents on the market, but 
have dispensed with them, and to-day the firemen are 
■working the doors, with very good results. 

On leaving this part of our subject we would say to 
purchasers, select the simplest, the most reliable, and 
the one most suitable for your requirements. Test it 
thoroughly, and if the results are all right, then you 
need not have any fear for the future, or trouble with 
black smoke. 
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CHAPTER VII. 

BLACK SMOKE FROM METALLURGICAL FCRNACES. 

We have, up to the present, been dealing with black 
smoke from boiler furnaces only, and have demon- 
strated that under certain conditions it is not an easy 
matter to prevent black smoke at all times. But it is 
comparatively easy to prevent smoke from boiler 
furnaces compared with metallurgical — commonly 
called heating — furnaces. Dealing with smoke from 
heating furnaces is a big question, and bristles with 
difficulties at every step. Experts on combustion, 
patentees, writers and speakers on this question, have 
very studiously avoided dealing with this part of the 
subject in detail. Some have considered the question 
in a sort of abstract way, but in the main we may say 
■ with truthfulness the furnace question has been un- 
touched. A few Local Authorities do take action 
against owners of furnaces for making excessive and 
unnecessary emissions of smoke ; this action being' 
taken either under the Public Health Act of 1875, or 
some Local Improvement Act. The majority of Sani- 
tary Authorities have taken no action whatever on 
this part of the question. They have somewhat 
realised the difficulties which have to be dealt with. 
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and such difficulties have deterred them from moving 
in the matter. 

The question we have to consider in dealing with 
furnaces is, " Can the difficulties be overcome?" To 
such a question we would reply, " To a very large 
extent they can." Some persons raise their hands in 
horror at the very suggestion of dealing with furnaces, 
and say if attempts are made it means driving away* 
or even destroying, our trade. To such fearful and sen- 
timental souls we would at once reply that there is not 
the slightest cause to fear anything of the kind taking 
place. Let us face the facts, consider the construction 
of the furnaces, the system of working them, and the 
kind of work performed by them. If this is done, 
and we apply experience of the laws of combustion 
to the furnaces, we shall find that a great deal can be 
done to practically prevent black smoke, without in 
the slightest degree interfering with the trade carried 
on. 

We are quite sure that at the very suggestion of 
any action being taken in regard to furnaces, a great 
many will be up in arms against it. To such we 
would say that there is not the slightest intention of 
doing anything beyond what the Act requires, viz., 
" To consume smoke in all furnaces and fireplaces, as 
far as is practicable, without interfering with the said 
trade or process." To act on such lines, we feel sure, 
no reasonable man could take any objection. In 
addition to boiler furnaces, we have paid for a great 
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number of years much attention to the furnace? 
question, considering the various kinds of furnaces, 
the wavs of working them and the results. After 
careful consideration we have been compelled to come 
to the conclusion that the opportune time has now 
arrived to take action ; much black smoke can thus be 
prevented, and this can be done by the adoption of a. 
simple, sensible system of firing the furnaces. Having 
arrived at this decision, we propose to deal with the 
difficulties in their several details. 

There are all sorts, shapes, and sizes of heating 
furnaces, to suit the particular class of work they have 
to do. These furnaces are known by the kind of work 
they do. For instance, the plate furnaces, which are 
used for heating armour or boiler plates; the gun, ingot 
billet, ball, tire, rod, spring, air, and various other kind* 
unnecessary to mention. There are a vast number of 
others, yet those named, we might safely say, will, for 
practical purposes, cover the whole field of furnaces 
which we desire to deal with. Though there are so 
many, each in many ways distinctly different from the 
others, yet with regard to the generation of heat they 
are one in principle, and because of this we may lay 
down certain rules or laws for the firing of them, which 
will be applicable to the whole category of heating 
furnaces. 

Any of the furnaces named, without drawing the 
slightest distinction, will at various periods make from 
four to forty minutes of dense black smoke in one hour. 
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This is not an imaginary estimate, but an actual fact — 
a thing that can be seen every day in our principal in- 
dustrial towns and cities. If we turn our eyes in any 
direction, we see volumes of smoke being vomited out 
of chimneys coming from various sorts of furnaces. 
It is no difficult thing to Imagine the atmospheric 
condition. In particular parts it is no unusual thing 
to walk through dense smoke (when the atmosphere 
is heavy), groping or feeling one's way, as seeing is 
out of the question. The question which we desire to 
consider is whether everything is being done that can 
practically be done to prevent the immense black 
smoke from these furnaces ? The answer is emphati- 
cally, " No." 

Our long and varied experience with the different 
kinds of metallurgical furnaces has proved unmistake- 
ably that the same principles are applicable to all of 
them in reference to their working. So in our 
attempt to lay down a few principles, rules, and laws» 
and to throw out a few simple suggestions, we wish 
it to be perfectly understood that they are all applic- 
able to each and every kind of furnace named. 

In heating furnaces it is an invariable custom to 
fire them heavily, which means, in simple language, to 
put on a large quantity — in many instances four times 
more than common sense would dictate — and this alone 
is in nearly every case the cause of dense smoke. 
Putting on too large a quantity reduces the tem- 
perature of the furnace, thus making the ignition of 
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the gases impossible, turning the furnace into a ga3 
producer, and emitting the gases into the atmosphere 
instead of their being combusted in the furnace and 
generating heat which the furnace requires. The 
fires become almost dead, which necessitates the fire- 
man breaking them up, or knocking them about, as it 
is termed, and the result may be easily imagined even 
by one who is not of a mechanical turn of mind. 
Here we have the secret of smoke-making in furnaces. 
"Why are they fired so heavily ? Ask the furnace 
fireman this question, and he will, without the 
slightest hesitancy, say : "Because we want to make 
it last." This is the truth, and nothing but the truth. 
Let us look at the answer, " To make it last." The 
men arc practically compelled to fire heavily to make 
it last, to give them time to do other work between 
the firings, which work is considered of greater 
importance than firing the furnace; in fact, the firing 
is considered an extra, and it is done as carelessly and 
as hurriedly as possible ; and we can truthfully go 
further and say, under the present system of working 
it is absolutely necessary for them to fire heavily, or 
they could not do their other work. This kind of 
thing is going on during the whole of the working 
hours, we might say, everywhere, as the same system 
of working prevails. Things are even worse (if 
possible) as regards the density and duration of 
smoke during the meal times. 

Having got his heats out, the fireman re-charges the 
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furnace. Then he fires up, putting on sufficient fuel 
to last fifty, and in some instances sixty minutes, 
while he goes to dinner. The temperature of the 
furnace being reduced by re-charging with cold 
material makes complete combustion with heavy 
firing impossible, and firing under these conditions 
even heavier than usual. It is no exaggeration to 
say that a furnace thus fired will vomit volumes of 
■dense black smoke for twenty or more minutes 
without any cessation. This sort of thing ought not 
to be tolerated in a civilised country, especially in 
districts where dwelling-houses are in close proximity 
to the furnaces. If a complaint is made, we are at 
once met with the retort that the man must have time 
for his meals, which, in other words, means that there 
is a justification for the smoke. Such a plea is not 
deserving of one moment's consideration, as boiler 
firemen are not allowed to leave their boilers for 
meals or anything else for any lengthened period. 
What is practicable and applicable to boilers is also 
-applicable to the firing of furnaces. By a very simple 
arrangement, this heavy, wasteful, and intolerable 
system of firing (to last the dinner hour) could be 
dispensed with, namely, by letting one man stay with 
the furnaces and fire them, as a little common sense 
would dictate. Such a change of system would be 
found to benefit both master and men. 

There is a decided difference in heavy firing and 
hard firing. Many firemen cannot, or will not, see 
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that difference. There are some men who make or 
join the two into one. Supposing a man is short of 
heating space for the work he has to do, then it is 
necessary for him to force the fires. By firing heavily 
he is compelled to constantly knock the fires about, 
which makes the work heavier still, and the results 
are less satisfactory. 

The difference or the non-relationship between hard 
firing and heavy firing every fireman ought to be able 
to discriminate if only for his own sake, to make less 
work. Heavy firing means rest for the man, expense 
for the master, and a smoke nuisance for the public 
Hard firing means hard work for the man, best pos- 
sible results for the master, and very little or no smoke 
nuisance. 

This to many may seem strange at first sight, for it 
is invariably said by firemen when complaints of 
smoke are made that they have to fire hard, which 
they think ought to be a sufficient excuse for the 
smoke. When the matter is looked into, it is found 
very conclusively that those who fire hardest, and on 
the best system, generate the most heat, burn less fuel, 
and make the least smoke. It is the man who has to 
fire hard and who fires heavily also, that makes less, 
heat, gets more fuel through the furnace, and makes 
a big nuisance into the bargain. This difference is 
recognised by many firemen, who have beyond any 
doubt to fire very hard, and they know full well if 
they were to fire heavily it would be impossible for 
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them to get the desired results from the furnaces. 
This is proof positive that hard firing, if properly- 
done, will not make dense black smoke. It is. 
the heavy, idiotic, impracticable firing that causes the 
nuisance. 

We have said that heavy firing is wrong in prin- 
ciple under any conditions, whether the furnaces ar& 
forced or not, and we wish to emphasise the truthful- 
ness of such a statement If it is wrong to fire 
heavily, it must be right to fire lightly. Having said 
a little about the cause, let us very shortly point out 
the cure. Light firing, as applied to steam "boilers,. 
and what we have said in respect to these, is equally 
applicable to all kinds of heating furnaces. In. 
furnace firing, as in boiler firing, if it is done lightly 
and often, there is to be found in it the secret and 
solution of complete combustion. 

The stoking holes, through which the furnaces are- 
fired, are nearly always alike, or very similar to each 
other. Each one consists of a square hole in the- 
frame of the furnace at the back, varying in size to 
the requirements of the furnace. There is also a neck 
of brickwork from 12in. to 18in. to prevent the heat 
from the furnace heating the frame of the furnace 
We would specially call the reader's attention to this. 
fact, to show that a grid, or panel door, could be 
attached to the beating furnace, for the purpose of 
admitting the required air, without the slightest fear 
of the heat from the furnace burning the said door in 
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an unreasonable time. This is a point upon which 
we wish to lay very great stress, for, in our opinion, a 
.suitable door could be fitted to the furnace, a door 
which would be very durable and suitable for all 
practical purposes. 

Some furnaces have doors with no provision for the 
admission of air. These doors often fit tightly, and 
after firing, often heavily, they are instantly closed, 
with what result we need not state. In the majority 
of furnaces no doors are provided for the stoking 
hole, though many of them had doors once, for a short 
time after the furnaces were put down. But they 
received such cruel treatment at the hands of the fire- 
men that survival was made impossible ; hence the 
bulk of them are doorless. 

The firemen, however, are determined to have a 
door of some kind or other, so, after firing, most of 
them make a door of small coal, and some push a thin 
plate in front of the stoking hole to keep out, as they 
say, " the cold air." 

Either of these provided doors is most unsatisfac- 
tory. Both most effectively shut out of the furnace 
the necessary air, which must be admitted to the 
furnace if black smoke is to be prevented. If the 
firemen were to put lumps of coal in the stoking hole, 
to act as a door, there would be holes or small apertures 
through which a little air could get into the furnace 
and unconsciously and unintentionally, by that kind 
-of door, some of the black smoke would be prevented. 
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But for some reason or other they have the greatest 
antipathy to hard coal for door-making, and cast it 
aside as though it was a corrupt constituent. Smudge 
or slack, on the other hand, they love, and will use 
nothing else for making up their stoking hole. The 
one thing that makes it acceptable to the firemen is. 
that it is easily handled, or shovelled, much more so 
than the lumps, and this, no doubt, is the principal 
reason for their preferring it. The smoke never 
troubles them ; it is a question of ease, and ease on^ 
The firemen are great adepts at making these slack 
doors. So tightly are they jammed that nothing short 
of a 40 lb. pressure could force air through into the 
furnace. 

Having described the kind of doors used on metal- 
lurgical furnaces, and having demonstrated that they 
are the wrong kind so far as the prevention of black 
smoke is concerned, Jet us consider what is required. 
First of all the door must be a metal one, something 
similar to the boiler furnace door, fitted with either 
grids, louvres, or panels, with sufficient aperture to- 
admit the necessary amount of air after firing to con- 
sume the gases. These grids or panels must be opened 
and shut as required by the fireman. If the firemen 
will not do it — and our experience goes to prove that 
many of them will not, except when they are watched 
— then it will be incumbent upon employers to pur- 
chase doors which are automatic, and that will open 
the grids or panels when the fireman opens his door, 
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«o that after firing he may close his door, leave it, and 
the panels will close gradually in one or more minutes, 
as the firing requires. 
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CHAPTER VIII. 

SPECIAL FURNACES. 

There are three kinds of furnaces which will 
require special consideration, because they are 
distinctly different in the class of work they do to 
the other metallurgical furnaces which we have 
already dealt with. They are known as (1) sheet mill 
furnaces; (2) hardening furnaces; and (3) annealing 
furnaces. It is said, by men who have worked this 
class of furnace for many years, that prevention of 
smoke in regard to them is absolutely impossible. 
They have never tried to prevent it, and have become 
so accustomed to making it that they verily believe 
black smoke is a necessity, and to try to convince them 
to the contrary would be a thankless task. Many of 
the men in charge of these furnaces would not allow 
anyone to make an experiment if they could prevent 
it, so biassed are they against any innovation. We 
must candidly confess that there are many difficulties 
confronting any attempts at minimising the smoke 
from these furnaces — difficulties with the men who 
work them, and also with the peculiar nature of the 
work. Yet, in spite of these, the experiments made 
have proved that much of the resultant smoke can, 
with care, be prevented without injury to the trade, 
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and without restriction of output. In dealing with 
these furnaces for the prevention of smoke, two things 
must be kept in view, as it is always said by those 
who work the furnaces that if they were to try to 
reduce smoke it would spoil the steel, and make it 
impossible to get the same amount of work out of the 
furnace. A great deal of this i3 purely senti- 
ment and nothing else, as we shall be able to show 
by dealing with these furnaces separately and in 
detail. 

Sheet Rolling Mill Furnaces. — This is a class of 
furnace which turns out a great deal of black smoke r 
and those who work them say that the smoke is 
necessary when finishing off very thin sheets, as it 
gives to the steel a texture, nature, toughness, making 
it similar to water marks, which nothing else will ; 
hence to stop the smoke would mean to spoil the steel. 
We have continually watched the working of these 
furnaces, and must admit there is a great amount of 
truth in what is said. The furnaces have to work a 
very fine class of steel, namely, pen, watch, and other 
kinds, which require great care in the furnace. 

These finishing-off furnaces, as they are called, must 
not exceed a given temperature, which the furnace 
man calls a blood red, and with his experienced eye 
he is able to work the furnace at that temperature by 
damper and smoke. There is one difficulty in this 
class of furnace which cannot be overcome, and that 
is the low temperature. There is not sufficient heat 
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in the furnace to cause complete combustion. To 
generate the required heat to burn the gaaes would 
make the furnace too hot and unsuitable for the class 
of work it has to do. Facing the facts as they are, 
we see very plainly that if the work is to be done the 
furnace must make smoke. To prevent smoke means, 
preventing trade, and for this the Act of Parliament 
makes special provision. Where smoke cannot be 
practically prevented without interfering with the 
trade, that smoke, in the eyes of the law, is considered 
a necessity, and although a nuisance, it must be en- 
dured. When there are two evils, the lesser must be 
endured, which in this case is the smoke. 

The manufacturers have tried many things with the 
hope of finding out some practical method of prevent- 
ing the waste of fuel, which is daily poured forth into 
the atmosphere in the nature of smoke. Firing with 
gas, structural alterations and devices for dealing with 
it after leaving the furnace and before admitting it 
into the air, have been thoroughly tried, and proved 
impracticable, hence their abandonment. There is, in 
our opinion, one thing that might practically be done 
to minimise the nuisance considerably, and be bene- 
ficial to the public at large — namely, the raising of the 
chimneys. There is a very just cause for complaint in 
this particular, the chimneys being too low — some not 
more than 20ft. — and nearly all of the manufacturers 
are sinners in this direction. They hold that low 
chimneys are necessary, aud produce as much draught 
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as they require, while tall chimneys would make more 
draught than they wanted. Part of this is true ; but 
they forget, or will not admit, that the draught in tall 
chimneys can be regulated by the damper to suit the 
needs of the furnace, whether those needs be little or 
much. The raising of the chimneys from 20ft. to 
■COft., 80ft, or 100ft., would not in the slightest degree 
interfere with the working of the furnace, and that is 
the primary consideration. The smoke would then be 
emitted far above our dwelling-houses, removing the 
pall which sometimes covers them, and thu3 would 
greatly lessen the nuisance. We know the cry of cost 
will be at once raised, which will gp dead against the 
raising of the chimney. 

" Hardeniiig" Furnaces. — This class of furnace is 
very numerous, especially in the steel trade, being 
used for the hardening of various kinds of articles, 
such as files, saws, springs, and all sorts of steel for all 
sorts of purposes. This class of furnace is one of the 
biggest of sinners is emitting black smoke. If it is 
mentioned as a nuisance, the users all with one voice 
proclaim that smoke prevention is utterly impossible 
in this furnace. There is, we must admit, some truth 
in the statement, but it is not wholly and absolutely 
true. Because of the belief that to attempt to prevent 
the smoke would spoil all the steel in the furnace, 
nothing'^has been attempted in the direction of finding 
out whether it is possible or practicable to reduce the 
dense volume of smoke emitted without interfering 
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■with the process in the furnace. Some have wished to 
■experiment, and would no doubt have done so very ex- 
tensively, had it not been for the great amount of senti- 
ment and opposition against them. We do not desire 
to imply that it is an easy matter to prevent smoke 
from this class of furnace. It is the very contrary, as 
there are difficulties to be faced at every step, and 
these cannot be aggregated, but must be dealt with 
fiingly, because the furnaces vary so much in size, the 
steel worked in the same, and the system of working. 
That being the case, we cannot lay down a hard-and- 
fast rule which will be applicable and work well in 
every furnace. 

Most men in charge, or who have anything to do 
with the working of hardening furnaces, and even 
their employes as well, labour under the impression 
that if any air is admitted into the furnace it will at 
once damage and even destroy their steel. Where 
such a belief has come from, or how it has got so 
firmly fixed on their minds, goodness only knows. 
But there it is, and they cling to it like dear life. Let 
us look for a moment or two at some of the furnaces, 
and see if there ia any ground for such a belief. 
Many of the furnaces being old, and having had rather 
rough usage, the framework does not fit as tightly 
and closely as it did, which means the continuous 
admission of a little air to the furnace when not 
required, reducing the heat, which means a waste of 
fuel, and not doing the slightest damage to the steel 
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in the furnace. If it does, the damage is so slight as 
not to be perceptible to the eye or in the tests. This- 
being the case, why do they strive their utmost to 
keep out of the furnace, after firing, the little air 
necessary to reduce the density of the smoke, if not 
to entirely prevent it ? We cannot understand why 
they do it, except it be their belief that it is injurious. 
The sooner such beliefs are buried the better for 
everybody. - We unreservedly assert that air does not 
interfere with hardening when admitted in reasonable 
quantities. That fact being established beyond ques- 
tion, by hundreds of furnaces, ought to instantly 
bring about the burial of the belief that air is an 
enemy to the hardening furnace, and such a belief 
should never have a resurrection. 

Many hardening furnaces are worked at a very low 
temperature, and to prevent all black smoke is im- 
possible. In this class of furnace no attempt is made 
to prevent it, as the smoke is required to play upon 
the steel, the action of which, so we are told, is very 
beneficial to the steel. 

Admitting that black smoke is absolutely necessary 
in the furnace, we naturally ask why are these 
volumes of black smoke sent into the atmosphere 
when the furnace requires them. This is a proof that 
more smoke is made than is needed in the furnace, and 
must be wasted, creating a nuisance into the bargain 
To obviate this the furnace ought to be fired more 
lightly, to make as near as possible the quantity of 
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smoke required, and this ought, by the working of the 
damper, to he retained in the furnace until it has done 
its work on the steel, when it should be emitted, not 
from a low chimney, as is invariably the case, but 
from a high ahaft, thus reducing the nuisance in the 
shape of black smoke to a minimum. 

There are also a large number of hardening furnaces 
which are worked at a much higher temperature than 
those we have just considered. In these furnaces deal- 
ing with the smoke is simple and satisfactory if they 
are worked on similar lines to those suggested re low 
temperature furnaces. 

The lines laid down are practical and such as no 
mechanical mind can reasonably take exception to, 
because furnaces at the present time are being worked 
by these rules, and the results are all that one can 
reasonably desire. 

If it were necessary, we could give names and 
addresses of firms who are working their hardening 
furnaces on the sensible system set forth, and these 
would require a lot of persuasion to return to the old 
method. If we cite one case it will be sufficient to 
show which is the better system for economy, health, 
and cleanliness. 

My attention was called to a chimney which was 
emitting dense black smoke. It ceased after six 
animates 1 duration, a short interval between the firings, 
then another smothering of the neighbourhood took 
place, and this was its character throughout the day. 
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I went into the works and found it was a medium- 
sized hardening furnace, used for saws. The heat 
required in this furnace was about the average heat 
for a hardening furnace. The man fired it, putting 
on rather a heavy fire, and stopping up the firing hole 
to keep out the air. 

This was their usual habit of firing, with the result 
that the chimney was an abominable nuisance to the- 
neighbourhood. The man in charge of the furnace- 
was elderly, and he had worked that and similar 
furnaces most of his life. In reply to a question, he 
admitted that the admission of a little air after firing 
would not in the slightest degree interfere or injure 
the articles which were being hardened in the furnace. 
Such an important statement from such a long- 
experienced person is most weighty and valuable. On 
his declaration I gave instructions to the fireman to 
fire, telling him to put on an average fire and leave 
his door open for about a minute. This he did, with 
the result that no black or even objectionable smoke 
was emitted, which seemed to greatly surprise the 
fireman, no less than it did the hardener. He con- 
tinued firing in this way, thus abating a terrible 
I had a long conversation with the 
who also held that firing on those lines 
in the slightest degree do any damage to 
ind instead of hindering them it would help 
>rking of the furnace. Such experimental 
ught to be enough to induce all those who 
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have similar furnaces to work them on the same lines, 
and the same good results would follow. What can 
be done in one furnace can, under the same conditions, 
be done in another. We could, if required, give many 
other similar instances which have come under our 
notice where the smoke has been greatly reduced by 
tiring with a little reason, but these are not needed- 
We hope to convince the reader that a reform is 
necessary in firing these furnaces, if they are to be 
worked efficiently and without creating a nuisance. 
Having proved conclusively that much of the smoke 
from hardening furnaces can be practically prevented, 
it is our duty, and the duty of all concerned, to see 
that it is prevented. 

Annealing Furnaces. — The hardening and annealing 
furnaces are very closely related to each other ; hi fact, 
they are of the same family, and what has been said 
of the one applies in almost every particular to the 
other. The annealing furnaces which we refer to are 
the big ones which are generally used for annealing 
various classes of wire. The wire is invariably placed 
in large metal boxes.'which protect it from the flame 
and excessive heat. Annealing very fine wire is a 
particular process, and a uniformity of heat must be 
obtained. This can easily be secured by firing the 
furnace in the same way as the hardening furnace, 
without the slighest danger of burning the wire, owing 
to it being in the boxes named. This class of furnace 
i3 very numerous, and if any kind needs an improve- 
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nient in firing this one does. Many of them fire on the 
old grand fatherly lines, glorying in the clouds of smoke 
sent out as an evidence, they think, of much work 
being done. We need not repeat ourselves, but simply 
eay that we have proved often, by firing lightly, and 
admitting the necessary air through the door, that the 
dense volumes of smoke may be prevented and the 
wire annealed to exactly the temper and toughness 
required, and there is also a slight saving of fuel. 

The three classes of furnaces, viz., sheet mill, harden- 
ing, and annealing, are the most difficult to deal witli 
re the prevention of smoke — more difficult than any 
other class of furnace, except it be the Harveyising 
furnace, a big furnace which is used for a patent 
process in the manufacture of armour plates. This 
furnace requires the smoke, and all air must be kept 
out, or the plates are spoilt. This is a very excep- 
tional furnace, and the nuisance from it has to be 
tolerated if the trade is to be carried on. In spite 
of all the difficulties, much can be done to minimise 
the smoke from the three special furnaces named, 
in a practicable and profitable way. It has been done, 
can be done, and ought to be done, as speedily as 
possible. 
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CHAPTER IX. 

MECHANISM TO THE HELP OF MAX. 

In dealing with metallurgical furnaces of every 
kind we have endeavoured to prove, and we trust 
successfully, that much can and ought to be done to 
practically prevent black smoke from them by "hand 
ifiring," if it be reasonable, and in accordance with 
•common-sense rules. To carry out these rules and 
suggestions it means one thing, and that is a little 
•extra labour for the fireman, which is absolutely im- 
perative if the good results which can be obtained are 
io be realised. The same difficulty which has pre- 
sented itself in the firing of furnaces as they ought 
to be fired, is found in the firing of boilers, viz., 
.getting the men to do it. They will while watched, 
but very quickly when left to themselves they get 
into the old habit of firing, sending out clouds of 
Slackness. It has been found essential to bring 
mechanism to the help of man in the working of 
boilers, and it is also necessary to bring into use suit- 
able machinery to help, and even do for the furnace 
firemen that which they will not do themselves. 

Until very recently there was nothing in the market 
in the shape of machinery or apparatus to deal with 
anything like effect with the smoke from these 
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furnaces. Patentees looked upon the task as one 
almost impossible to accomplish, hence they were 
allowed to do pretty much as they liked. During the 
last few years the nuisance has become so intolerable 



Fig. 17. — Meldrum Forced Draught attached to a 
Double Muffle Furnace. 

that it has moved a few enterprising spirits to com- 
mence working to devise, if possible, some mechanical 
means by which man can be made to prevent the 

nuisance. We are pleased to state that there are to- 
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day mechanical practical arrangements on the market- 
to deal with the furnaces. The patentees had before 
them a very arduous duty, but they faced it bravely, 
have accomplished much, and are in no small 
way benefactors, who rightly deserve the public 
praises. 

The illustration (Fig. 17) shows the Meldrum's patent- 
forced draught attached to a double muffle furnace- 
The arrangement is precisely the same as the one they 
attach to boilers in principle, but in the application 
often there are slight differences to meet the particular- 
requirements of the said furnaces. I have seen this 
arrangement attached to the kind of furnace illus- 
trated. It was fired a few times in my presence,, 
according to instructions given, and the smoke emitted 
was of a very thin brownish colour, not anything 
approaching blackness. The firings while I was- 
present were very good, and gave me no cause for 
complaint. I inquired of the men who had charge of 
the furnace, and they said it seemed to be working 
satisfactorily. This arrangement had been attached 
to the furnace a ftw months when I saw it, which was- 
ample time for them to test it and prove its worth 
or worthlessness. Men who work this class of 
furnace generally have an antipathy to any kind of 
new idea, and sometimes very quickly condemn an 
apparatus before thoroughly trying it. So we may 
take it for granted, when the men speak well of a 
patent arrangement, that there is something valuable; 



3i 9 iii^d by Google 



132 

in it, unless they have some secret motives for 
-doing so. 

Fig. 18 is another illustration of Meldrum'e 
Forced-draught Annealing Furnace. 

To have suggested the idea of putting to an 
-annealing furnace forced draught a few years ago 



Fio. 18.— Meldrum's Forced Draught Annealing 
Furnace. 

would have been classed as idiotic. But things have 
■changed. Now we find these furnaces working daily 
with appliances fitted on them, and to all intents they 
.are doing well. 

The incandescent door, which was illustrated 
.and described in dealing with the working of boilers, 
has also been attached to metallurgical furnaces, with 
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very fair results. This door, which admits air con- 
tinuously, would be more effective if a little more air- 
was admitted, say, for two minutes after firing, and 
then shut off when not necessary, as already 
suggested in regard to boilers. There would then be 
less smoke, more heat, and a slight saving. There are 
doors, suitable for all kinds of heating furnaces, which 
automatically admit the air at the time when it is 
needed. These doors are simple in construction, accu- 
rate and reliable in working, and most effective and 
economical in the results. They can be attached to 
the furnaces without alteration. The first cost is 
reasonable, and is the only cost. When the furnaces- 
require forcing the steam jet can be attached, such an 
incorporation with the Louvre door making it possible- 
to get much more heat from the furnace, with little or 
no objectionable smoke. 

To lessen any nuisance from the metallurgical' 
furnace, it is imperative that the man in charge of 
the furnace and the machine should co-operate. The- 
machine, without reasonable and sensible attention 
from the man, will be of no use ; and, on the other 
hand, in many instances the man is incapable of doing 
what ought to be done without assistance from the 
machine. This has been proved hundreds of times 
with boilers, and it is equally true of furnaces. W& 
think we have said sufficient to show that even 
metallurgical furnaces can be practically dealt withe 
without injury to trade, with little cost, and with a> 
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considerable amount of efficiency. If dealing with 
smoke from these furnaces is still ignored when we 
*re face to face with facts proving conclusively that 
-80 per cent, of it can under ordinary conditions he 
prevented, practically, then it will be the duty of 
Public Authorities to compel the owners of these 
furnaces to do what they ought to do voluntarily. 

There can be no reasonable objection taken to a 
policy of this kind by our Urban and Rural Sanitary 
Committees, when they, by their Inspectors, prove in 
■the presence of master and man that the furnaces can 
be worked efficiently with very small emissions of 
■smoke. Furnaces tested in this way will fix the 
standard of practicability for the various classes of 
furnaces, or in other words, how much smoke is 
absolutely necessary under the worst conditions of 
working. Having found that out, the time could l>e 
fixed as reasonable to allow, and if this limit were 
exceeded, then master and man would be liable for 
the negligence. By such proceedings justice would be 
■done to the public, to the manufacturer, and to the 
inventor of the machine designed to bring about 
those desirable results. 
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CHAPTER X. 

GAS-FIRED FURNACES. 

Many furnaces are fired by gas, and they work well. 
Under special conditions they are economical, the 
quantity of work turned out is larger than with 
coal firing, and what concerns the public most is that 
there is no smoke. These are facts which no person 
can truthfully deny, but these results cannot be 
obtained from every kind of furnace. To fire some 
furnaces with gas would mean the spoiling of the 
steel, the losing of the trade, and an enormous cost in 
addition. We purpose pointing out the kind of 
furnaces, or under what conditions gas firing is 
unsuitable and unpracticable, the almost insuperable 
difficulties to its adoption, and the enormous expense 
it would incur. 

SHEET-BULL FURNACES. 

We have already dealt with this class of furnace, 
making a few suggestions in regard to the working of 
them with coal fuel, also briefly pointing out the 
conditions under which they are worked. It is there- 
fore needless to further explain, and we may proceed 
at once to consider whether gas fuel would be suitable 
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for them. The public complain most bitterly of the 
volumes of smoke from these furnaces, and not without 
cause, for they are undoubtedly the greatest sinners in 
this direction. The complainants say they ought to- 
be compelled to use gas, and abate the nuisance. To- 
such we say that gas cannot be used in these furnaces 
without destroying the temper and toughness of the 
steel. 

This may appear to some rather a sensational state- 
ment to make, and entirely devoid of accuracy, yet we 
assure them there is every ground or substantiation 
for the statement. 

A very large and old firm of steel manufacturers in 
a city, which we need not mention, but which we 
know very well, do a very large home and foreign 
business in sheet steel. They have many of the sheet 
mill furnaces, which they noticed pouring out exces- 
sive dense black smoke night and day. They were 
fully conscious of the great waste of fuel, putting out 
of the question altogether the public nuisance, so they 
began to seriously consider the question, and after a 
very lengthened period, having gained all the know- 
ledge on the question they could, they resolved to 
substitute gas fuel for coal fuel. This firm, we believe 
we are correct in saying, were about the very first to- 
thoroughly try gas in this class of furnace. They 
spared neither time, talent, nor money in trying to 
make it meet their requirements, but they found, 
much to their disappointment and dismay, that 
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gas fuel was a failure, so far as those furnaces were 
concerned. 

There can be no doubt about their trying every con- 
ceivable means to make it a success, because success 
meant fame and fortune for this firm. But it was all 
to no purpose. They were compelled to abandon it,, 
and return to the old coal fire. It was impossible to 
tell how it spoilt the steel, yet it did make it unfit 
for the purpose for which it was intended, and all! 
their customers said it was not the same class of steel 
they had been accustomed to receive, and that it was 
entirely worthless to them. They said, farther, that it. 
had not that bluish cast, and did not possess the usual 
temper and toughness. These customers, it transpired, 
were not aware that the furnaces were being worked 
by gas, which proved that their complaints were 
genuine. The firm was therefore placed between two- 
alternatives, having either to give up the gas firing or 
lose all their trade. They chose the lesser of the two- 
evils — gave up the gas firing, returning to coal, and 
were again able to satisfy their customers. Such ex- 
periments and experiences are proofs positive tnac gas 
tiring for this class of furnace is entirely out of the- 
question, and to attempt it would be a wilful waste of 
money. These experimental arguments are the most 
powerful, either for or against change, and if people 
would attach more importance to the experience, and. 
Ie33 to what people say they believe, we should get 
nearer the truth. 
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Other heating furnaces (except of a special kind) 
■will work well with gas. This is a unanimous opinion. 
It is also agreed that there would be very little smoke 
nuisance. Such furnaces, they say, are very desirable, 
tut to procure them is a more difficult task than 
many imagine. In fact, such a task would be impos- 
sible to many small manufacturers, owing to their 
situation, very limited business, and very limited 
capital. 

To use gas fuel means nothing leas than the recon- 
struction of the furnaces. To rebuild these means 
the stoppage entirely of business, as it cannot be done 
without. If there were sufficient convenient space 
for the building of these furnaces by the side of the 
others, then work could be going on during the 
erection of the gas furnaces, and when completed 
the change could be made without loss of time. 
This might be done in a few cases, but 95 per cent, 
of manufacturers would be unable to do it, and for 
them to make the change an entire stoppage for 
-weeks would be necessary, which might mean to many 
a permanent stoppage through loss of trade and the 
enormous expense incurred. It is easy for those who 
do not pay the piper to say that it can and must 
he done, but it is quite another thing for those who 
would have to do it. Before any pressure is put upon 
them every case ought to he considered on its merits 
"by practical persons from practical points of view, 
and action taken accordingly, thus preventing injustice 
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to manufacturers and injury to trade. This is not the 
■only cost the reconstruction of the furnaces would 
•entail. There is the putting down of the gas 
producers. The apparatus itself is very costly. Tho 
room required for such a plant is rather largo, and 
the cost of working is no small item. 
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GAS FIRED FURNACES. 

The cost of working is a very big item. The 
furnaces must be worked continuously, day and night, 
and the week ends also. All this time coal is being 
burnt, and men's wages have to be paid, while there 
is no pecuniary profits when the furnaces are not 
working. If the furnaces do not work the night turn, 
and are allowed to stand idle during the week ends, 
then the cost of the producers is very heavy, because 
gas is being made, going through the furnace, simply 
to keep up the heat. It is necessary to keep the gas 
constantly going through the furnaces, whether 
working or not. Even then, there are men required 
continually, not only at the producers but at the 
furnaces themselves, which adds considerably to the 
cost. There is also an additional cost at various 
periods, viz., the burning off, as it is called, of the 
producers, and the cleaning out of the culverts, &c. 

To adopt gas firing when there are only a few 
furnaces which work during the day and not at night 
would be most costly, and we do not hesitate to say it- 
would be most impracticable. For large heating 
furnaces which work continuously, where excessive 
heat is required, gas is very valuable and almost 
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indispensable. With it more heat is not only 
generated in the furnace, but it can be better 
regulated than with a coal fire ; hence there is more 
uniformity, which enables the furnace men to gauge 
much more accurately the heat necessary on the 
steel To the manufacturers the all-important advan- 
tage is economy. When gas is used on a very large 
scale it is beyond doubt more economical than 
coal firing, unless such firing is done carefully and 
sensibly. ' 

The wide adoption of gas when suitable is a proof 
of its economy. This alone ought to be sufficient 
inducement to every firm to use gas when practicable. 
From a public standpoint the greatest advantage to be 
gained by gas firing is that there is no smoke nuisance, 
and this is why there is such a crusade in favour of 
it. That being the case, we would urge furnace 
owners to use gas when and where practicable for the 
sake of the public health, as well as in their own 
interests. But we must not forget that it is absolutely 
absurd for any one to contend that gas could be used 
universally, as in many instances it is found totally 
impracticable. This being the case, the furnaces must 
be considered separately, and no hard-and-fast rule can 
be made to apply to alL More might be worked by 
gas with advantage, but those which cannot must con- 
tinue a nuisance, for what gas can do toward abating 
it ? Hence by these facts we are reminded of the 
necessity to try what can be done before we condemn 
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the present mode of working, and advocate the substi- 
tution of something which will be entirely useless in. 
many instances. 

Gas should be used where suitable, and where un- 
suitable some other means should be resorted to in 
order to abate as far as practicable the nuisance. 
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CHAPTER XII. 

LOW CHIMNEYS. 

There are in every city and town many low boiler 
chimneys, far too low for the requirements of the 
boiler. On the score of expense they are built to the 
very minimum height. When completed it is too often 
found that there is an insufficiency of draught, an 
inability to do the work, and a smoke nuisance in the 
bargain. Those responsible are frequently called upon 
by the authorities to raise their chimneys for the sake 
of public health and public comfort, and the cost i) 
often much more than if it had been taken higher at 
the first. In big cities there are hundreds of small low 
chimneys which the authorities have difficulty in find- 
ing out, as they are in such out-of-the-way places. 
These are brought to the knowledge of the authorities 
by the people in the neighbourhood, who complain 
most bitterly of the great nuisance they create. We 
do not desire to imply that the building of low 
boiler chimneys is the rule ; it is the exception, and 
the exception or custom is far too common, and 
ought to be restricted with all the rigour which our 
Councils, under the Public Health Acts, have power to 
enforce. 

Some towns and cities, few in number, do fix a 
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minimum height for boiler chimneys, and below this 
they must not erect ; but above they can go as high as 
they like, having regard to public safety. Such an 
■enactment ought to be in force in every place where 
manufacturing is carried on in close proximity to 
■dwelling-houses. 

Low chimneys which serve steam boilers are far too 
numerous, but they are very few when compared with 
heating furnace chimneys ; short chimneys for heating 
furnaces are not the exception, but the rule. There 
are a few heating furnaces which are carried into 
the boiler chimneys, emitting the smoke at 100ft. 
high, thus abating often an intolerable nuisance. This 
might be done in numerous instances, with little cost 
and with great convenience to the manufacturers ; but 
itihere is one objection to putting the furnaces into the 
boiler chimney, viz., the boilers are blamed for the 
emoke from the furnaces, and often have to pay the 
penalty. This is what the owners say, but the Local 
Authorities say, looking at both sides of the question, 
that the furnaces are often blamed for the smoke from 
the boilers. In many instances furnaces in the boiler 
chimney assist the boilers to consume the smoke by 
the excessive heat they discharge into the flues. 
Many firms who have done this, as they contend simply 
and solely for the public good, have been prosecuted- 
for excessive smoke, even when emitted at a height of 
130ft., which they said came from the furnaces, yet in 
spite of this they have been heavily fined, the Eeach 
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"believing that boilers and furnaces were responsible. 
These decisions have greatly enraged those who went 
to the expense of putting their furnaces into the tall 
boiler chimneys, and many of them have gone to an 
-additional expense by taking them out again, and 
putting them into low chimneys, thus making the 
nuisance ten times greater. With these very few 
■exceptions, furnace chimneys are all short and far too 
low. They range from 20ft. to 35ft., which is most un- 
reasonably low- — so low, in fact, that if the atmosphere 
is a little heavy, the smoke cannot possibly get away. 
It consequently damps down, filling the streets and 
houses in many instances with smoke, owing to their 
being so near the chimneys. 

The time, we think, has now come when all Muni- 
cipal Authorities ought to fix, not only for furnaces, 
but for boilers also, a minimum height, allowing them 
to go as much higher as they like, but no lower than 
what is considered reasonable. We should suggest 
70ft. at the least, either for boiler or furnace. Such a 
suggestion, we know, will not be approved by those 
-associated with boilers and furnaces. But, in our 
opinion, the suggestion is quite rational, and to such a 
uniformity of height none could object with any good 
.ground, &&& only those would who would have to pay 
the penalty. All new stacks, of whatever kind, whether 
for boilers or furnaces, ought to be built to a height 
■of not less than the one fixed by the Council or Board 
of Health. Low chimneys have become so numerous, 
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and men have got so used to thorn, that they believe a 
high chimney would not answer for furnaces. But 
the time has arrived when these foolish beliefs should 
meet the fate they deserve. It is said that the 
draught from a high chimney would be too strong 
and unsuitable. Such a contention is foolish in the 
extreme. It is true the pull on the furnace would be 
greater, but that could be regulated by the damper 
to the needs of the furnace. There is no rational 
objection to higher chimneys except that of cost, and 
this ought not to be considered, as it is comparatively 
small when compared with the public comfort and 
public health. 

These remarks in favour of high chimneys warrant 
us in saying that not only should new chimneys be 
built higher than is now the custom, hut that all the 
existing low chimneys should be raised to the reason- 
able height suggested. Many such, owing to age and 
being badly built, could [not with safety be raised. 
These ought to be pulled down, and stacks suitable, 
both in size and height, put up in their places. If 
furnace smoke is to be practically dealt with, higher 
chimneys are an absolute necessity. This is a big 
business for any Health Committee to undertake> 
because there are so many interests involved, such 
interests being interwoven, and one never knows to what 
extent. But in spite of this, life and health demand 
it, and we trust all Corporations, Local Boards, and 
County Councils will follow the example of the few 



3i 9 iii^d by Google 



towns which have had the moral courage to fix th&- 
minimum height of boiler and furnace chimneys. Such 
a law has proved by no means a small factor in reducing 
the smoke nuisance. Some having taken this step, 
which has proved satisfactory from all points of view,, 
why not others ?— nay, why not all? If those whose 
duty it is to take the initiative will not move in the 
matter, then the only course open is for the public to- 
put on a little pressure to make them move and do- 
that which is a duty they owe to the public. We do 
not suggest or imply for one moment that if such a 
law was in existence that notices should be served 
simultaneously on all the firms who have low- 
chimneys. The very worst offenders should be taken 
first, then the others, so that in a comparatively short 
time, without undue pressure on the owners, the 
whole of the low chimneys would be raised to the- 
stipulated height. To this procedure none could 
justifiably take any exception. We trust such a 
crusade will be at once started and persisted in until 
all our manufacturing chimney tops can be seen by 
the Inspector from the public streets, ao that when 
nuisances do exist, through negligence or any other 
cause, they can at once be seen and steps taken. 
without delay to abate them. 
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CHAPTER XIII. 

GENERAL CONCLUSIONS. 

It has been our object in tbe course of these 

-ju tides to consider the smoke question from a 
practical mechanical point of view, pointing out the 

■xjvery-day working and the every-day difficulties. 
If we have not succeeded, it has not been our fault, 
or for want of intention and desire to do so, but our 
misfortune. In like manner we have tried to place 
before our readers the practical points which are 

■ often ignored in the firing of furnaces. 

We have not attempted to deal with the many 
theories extant on this question, but have confined 
ourselves to the simple rules known to most firemen* 
feeling sure they would be better understood and 
appreciated, and productive of greater good, than 
merely dealing with fancies and fads which are 
neither practicable nor possible. We have endeavoured 
to show that much can be done by simply firing the 
furnaces, if properly done, to reduce the volumes of 

.smoke therefrom. If we have succeeded in proving 
this — and without the slightest egotism we venture 
to submit we have — then what remains to be done 
is to enforce those rules laid down most rigidly to 
the very limit of practicability. The requirements 
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of the Public Health Act of 1875 are as follows: — 
" All furnaces and fireplaces must be so constructed and. 
worked to consume as far as practicable the com- 
bustibles used therein." This section covers or incor- 
porates all classes of furnaces of whatever kind. It 
is very necessary to remind masters and men who 
work these furnaces, or have anything to do with the- 
management of them, of the existence of such a 
clause. 

There is a general impression abroad that all kinds 
of furnaces are exempted in the Public Health Act. 
Some go further, and say emphatically that the 
Municipal Authority have no power over them, or„ 
as they often say, cannot touch them. How this 
impression has got fastened on their minds we cannot 
understand, unless it is because the Authorities have 
never taken action against them, or even insisted on 
their doing anything to try to prevent smoke. As a. 
matter of fact, the Act does deal with this matter, and 
the Authorities have power to control furnaces, the- 
same as boilers. This fact will be a revelation to most 
men, and not a very pleasant revelation either. 

The Act in regard to furnaces has been practically 
a dead letter. It needs bringing to daylight, resur- 
recting, placing before masters and men, as a reminder 
that it must be obeyed, or prosecution and punishment, 
will follow. We hope the bringing of this fact to- 
light will stimulate them to the faithful discharge ofc 
their duty to others as well as to themselves. 
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In what way can the provisions of the Act be 
^practically enforced ? By co-operation of machinery 
-and men. All the machinery we have mentioned is in 
the market. It is well designed and constructed, and 
finished in the finest of style ; it has been tested and 
j>roved to procure the best results ; and it may be 
-obtained at almost any price to suit the pockets of 
.alL 

But these appliances are of no use in the market, 
they need attaching to boilers and furnaces if they 
are to be of any service in the solution of this questioni 
The prejudice against machinery is exceedingly great 
■and it is often condemned before trial unless certain 
parties are handsomely or heavily bribed. We know 
■of what we speak, having come in contact with many 
simple and effective arrangements which have simply 
■been killed because their manufacturers have not had 
. a purse big enough to bribe certain persons in place 
-and power. Such a system is too prevalent amongst 
all sections of the commercial community, and the 
-effects are most pernicious, being entirely opposed to 
the progress of any apparatus or patent. This 
prejudice against machinery, whether caused by the 
absence of bribes or some other unjust thing, ought 
to be removed, and a fair test and trial given to 
-anything of merit, whether it belongs to a rich or a 
poor man, and if found of any value it ought to be 
adopted. If this policy were pursued it would 
stimulate the inventor to greater diligence. The Act, 
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common sense, and common justice to all, demand the 
application of that machinery which will help to 
lessen the nuisance. The machinery is of little use 
without the man. The fireman must co-operate with 
the machine. Without the man the machine would be 
useless, but the two in combination can accomplish 
what is desired. We say without the slightest 
hesitation that if the man and his machine will 
become familiar friends, if the man will like or 
even love his particular machine, he will then treat it 
with care and great consideration, and the result will 
be the prevention of at least 80 per cent, of black 
smoke from metallurgical furnaces. 

The question is, Are we ready for such a radical 
reform? We venture to think that such a change, 
being so sudden and so great, would frighten many 
people, causing them to wonder if they had been 
transferred to another clime altogether. This atmo- 
spheric change could be produced at once, for there is 
nothing lacking to accomplish it. There is the money, 
the machinery, the men, the mind, and the law ; but 
these want putting in motion, and the sooner they are 
in operation the better. The commencement is the 
difficulty. Who or what is to do it? Well, if 
patriotism will not, if the offenders care not one jot 
or tittle for the welfare of others, then the law must 
be put in motion to bring about the desired radical 
reform. 
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numerous and good. A good feature of the book is the inclusion of chapters 
nn the taking of notes and the preparation oi reports." — Contrast Journal. 
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257 pp. Cloth Gilt, Profusely Illustrated. Mm Sa. net. 

House Drainage and Sanitary Fitments. 

By GERARD J. G. JENSEN, C.E. 
PRESS OPINIONS. 

"Even t)ie moat unacquainted with sanitary matters cannot fail, by a 
yertiaal of this book, to learn how to correctly arrange the drains, fcc, of 
Louses."— The Engineer. 

" We can heartily recommend it as a trustworthy guide to the subjects 
«f which it treats." — The Builder. 

" A very useful guide . . . "Will be found a compendious and 
popular handbook." — The Building News. 

"A compendious and invaluable guide. "-—Tie Mritith and South African 
Export Gazette. 

Price Is, 10s. per dozen to Local Authorities. 

Sanitary Inspection Note Book 

(For Sanitary Engineers and Surveyors and Inspectors of Nuisances). 

Compiled by GERARD J. G. JENSEN, C.E., Author of " Modern Drainage 

Inspection and Sanitary Surveys," &c &c 

PEES3 OPINIONS. 

"... The various headings inserted throughout would seem to 

lender it impossible that any omission should occur with regard to sanitary 

arrangements inspected." — The Surveyor. 

"... Neat, systematically, and conveniently arranged. . . . 
If carefully followed the book will keep tiie Inspector right as to defects. 
. . . It is a good shiUingsworth."— The Sanitary Imjieetort' Journal. 

"... The Sanitary Engineer trill find this note-book invaluable. 
. . . We should think its adoption by Sanitary Authorities will become 
general as soon as it is brought under their notice." — Institute of Sanitary 
Engineer)' Trtmtactiom. 

Important to Candidates for Certificates of the Sanitary Examination Board, 

. Sanitary Institute, &c. 
Now Ready. 73 pp., Fully Illustrated. Price Is. 6d. Net, p»st free, Is. 8d. 

The Student's Guide to Success in Sani- 
tary inspectors' Examinations. 

By MATTHEW CHAPMAN, Sanitary Inspector, Grimsby. 
This little work conveys in a compact anil concise form a wealth ol 
useful information to the student. It not only gives model questions, but 
explains the best mode of answering, and when necessary, of illustrating 
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them. As a supplementary volume to the standard text- books, such as Reid's 
and Taylor's, It Kill be found invaluable, as it shows at a glance how to pub 
the knowledge gained from these works into answers suitable for examiners. 

NEW WORK ON SMOKE PREVENTION. 
Now Ready. 151 pp. Cloth Gilt. Price 3s. Cd. net. 

Practical Smoke Prevention. 

By W. NICHOLSON, Chief Smoke Inspector, SheSebl. 
(Dedicated by permission to Sir W. B. Richmond, R.A., President of she- 
Coal Smoke Abatement Society.) 
A hand-book dealing with smoke prevention from a practical standpoint, 
written in such a way as to appeal not only to Boiler and Furnace Fore- 
men, but to everyone who is interested directly or indirectly in the 
smoke question. 

Price 2s. 6.1. Net. Cloth, Gilt Illustrate.!. 

The Sanitation of Domestic Buildings. 

By P. LATHAM, C.E., Assistant Engineer and Surveyor, Borough, of 
Margate. With Introduction bv BALDWIN LATHAM, C.E., F.G.S., 
F.R.M.S., Past President Society "of Engineers. 

"I call confidently recommend its perusal to all Sanitary Officers and 
others interested in domestic sanitation. "—Baldwin Latham, C.E. 

PRESS OPINIONS. 

" A usoful little book, unpretentious, and containing a gteat deal of 
information packed into a small space." — Engineer. 

" For those who are preparing to become Sanitary Officers, or who are, 
for other reasons, desirous of mastering the essentials of sanitary construction, 
the book will prove of Service."— £rilitk Medicaljournoi. 

"The wjrk well exemplifies the best muthods of the present day. . . 
Full oi information and particularly handy for reference." — Lancet 

Now Ready. 65 pp. Crown 8vo. Price Is. net. 

The Prevention of Infection in Public 
Vehicles. 



Price 6d. ; by post, 6£d. 

The Purification of Sewage by Bacteria. 

By ARTHUR J. MARTIN, Assoc. M. Inst. C.E. 
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27 pp., 8vo. Price fid. Net. 

The Effective Dispersion of Noxious Gases 
in Sewers and Drains. 



The Sanitary Engineer's Pocket Book. 

Compiled by E. A. SANDFORD FAWCETT, A.H.I.C.E., Mem. San. Inst- 

For the use of Sanitary Engineers anil Expert! in Examining, Testing, anil 
Reporting on the Drainage, Water Supply, and General Sanitary Condi- 
tion of Premise*. 

Price, Paper, Is. Net, by post Is. Id. 

The Drainage of Villages. 

By WILLIAM SPINES, Assoc. M. Inst C.E., Member of the Incor- 
porated Association of Municipal and County Engineers; Member or 
Sanitary Institute; Lecturer on Sanitary Engineering, Yorkshire College, 
Victoria University; President of Sanitary Engineering Section of the 
British Institute of Public Health, 1895 
SYNOPSIS OF CONTENTS.— Part I.— Statutory Powers— Pollution of 
Streams — In case of Failure to Provide Schemes— Existing Sewers — 
Present Means of Disposal — Composition of Sewage — Solf-purifying; 
Power of Rivers. Part II.— Areas of District to be Sewered -Power to 
Enter Private Lands — Works without District — Special Drainage Dis- 
tricts—Power to Agree with neighbouring Authority to teko and deal 
with Sewage — Join! Sewerage Boards — Rainfall — The Geological Character 
of the District — Present and Prospective Number of Inhabitants — Supply 
of Water— Sanitary Appliances— Position of Outfall Works— Power to- 
Purchase Lands — Borrowing Powers. Part III. — Requirements of a> 
Sewerage System — Depths — Gradients— Lines— Sewers and their Jointing! 
— Manholes — Flushing — Ventilation. Part IV.— Sewage Disposal — Puri- 
fication through Land — Tanks — Sludge— Filtration. 

PRESS OPINIONS. 
" Will bo found very useful to those who have to enter upon the pre- 
liminary consider* t < ns which precede the decision of a parish council as to 
what it shall do before it launches upon the heavy expenditure of a drainage- 
system. It also provides a very good introduction to other books and reports- 
which are freely referred to, and are necessary to anyone who has to enter 
npon the drainage t>: villages. "~The Engineer. 

"Should prove profitable reading to the student of sanitary science, fov 
it contains much useful information for both the professional beginner anil 
the parish councillor, to whom, if lie does hit duty, the healthy condition o3 
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the villago in which he lives should be a matter of great moment." — British 
Medical Journal. 

"Can be recommended as a help to those engaged in the conception, 
maturing, and development of village drainage. "Sheffield Independent. 

Second Edition. 44 pp., Large 8vo. Price fld. ; by peat, djd. 

The Elements of Sanitary Law. 

By ALICE RAVENHILL, Lecturer to the National Health Society. 

Assoc. San. Inst. With Introduction by Sir RICHARD T. THORNE, 

K.C.B., F.R.8., LL.D. 

Published for the National Health Society. 
PRESS OPINIONS. 

"Will prove of much practical utility to many of our readera who are 
debarred by various causes from having recourse to the pagea of Gleu or 
luml ey . " — Surveyor. 

"Eminently qualified to meet a growing demand for soma oonciae and 
inexpensive summary of the leading points in our existing system of Public 
Health Law, some items of the most practical value having been selected and 
presented in a form aa simple as is compatible with accuracy, and permitting 
«f easy and rapid reference to any particular subject on which information is 
«lcai red. ' '—Health. 

Crown 8vo., 16 pp. Price 6il. 

Chemical Sanitation and Public Health. 

By WILLIAM BROWN. 

A Paper read at Glasgow Congress of the British Institute of Public Health. 

Price 6d. by post 6Jd. 

House Drainage Diagrams. 

By W. SPINES, Assoc. M. Inst. C.E. 
The Sheet, 31in by 22in., embraces all details required by the Local 

Government Board Model Bye-laws. 
'Special quotations lor large numbers taken by Local Authorities direct. 

Price 44, Post Free. 

Notes on the Factory and Workshop Acts, 
1878, 1801, and 1895. 

Ily D. S. DA VIES, M.D., D.P.H., M.O.H., Bristol, and T. H. YABBICUM, 

A.M. I.C. E., and City Engineer, Bristol. 
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Trice 61I. net. With Illustrations, Diagram , ki. 

Footpaths: Their Haintenancc, Construc- 
tion, and Cost. 

By A. TAYLOR ALLEN, C.E., Engineer and Surveyor, Portslade-on-Sea. 

This little handbook gives the mode of construction of parings, with 

approximate cost, and a synopsis of the law relating to existing pavements, 

clauses for specification, model form of tender and specimen quantities, kc. 

PRESS NOTICES. 

"There is a wonderful amount of information of one sort and another 

contained in the thirty odd pages of this small volume. First one reads of 

the laws relating to footpaths and the cleansing, Ac., of pavements ; and the): 



the different kinds of pavement are reviewed, and the cost of these given. 
the special class for whom it is intended this book will, without doubt, p 
of value, and many another will be glad to have a book containing the n 



ecial class for whom it is intended this book will, without doubt, ] 

ue, and many another will be glad to 

n which this gives." — The Engineer. 

"Thia little sixpenny book should be in the hands of every Municipal 
ineer, Surveyor, and Architect. " — The Building Neva. 

nit 

The " Sanitary Record " Diary and Year 
Book. 

CONTAINS:— Sanitary Legislation of Past Year; Useful Memoranda for 
Sanitary Engineers and Surveyors ; Directory of Government Depart- 
ments ; Sanitary and Allied Associations, ke. ke. 
PRESS OPINION, 

ite it. nc. j 

)f information tin,- 
book contains." — Plumber and Decorator. 

Price 2s., by Post 2s. 2d, 

Model Answers to Questions, 

Set by the Sanitary Institute and the Sanitary Association of Scotland. 
PRESS OPINION. 

"A very handy hook which cannot fail to be of great service to aspirant* 
for a sanitary inspectorship, and even to those who have already attained 
that position. . . . The auswers are given to most of the papers set at 
the various examinations, and are really models of lucidity and correctness. 
Everyone interested in the duties of a sanitary inspector should get a copy, 
which is sold at the low price of two shillings. — Local Government Journal. 
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TIME-SAVING BOOKS FOR OFFICE USE 

to suggestions made by public officials, the 
, Ltd., has prepared two special books for oB 

Register of Letters Received, 

and the other is art 

Office Call Book, 

in which the names of callers may he inscribed. 
The size of each book is foolscap folio, and they ait strongly bound in 
lialfleather with cloth sides, the leaves consisting of Strong ledger paper. 
Each book contains 200 pages, and every page is ruled and headed the 
Register of Letters received, for dates, names, and addresses ; and the Office 
Call Book for name of caller, fiom whom, and on what business. The price 
is 18s. 6d. each net 

Price Gd., by post 7d. 

Lighting, Heating, and Cooking. 

A Practical Treatise useful to everybody. 

Price 6d., by post 7d. 

Examinations for Local Surveyors. 

Questions with Answers 

A Leaflet for Distribution. 8 pp. Second Edition. 
Price Threepence, by Post 3jd. 

Practical Smoke Prevention. 

By W. NICHOLSON, Smoke Inspector, Sheffield. 
This little booklet, from a practical pen, deals in a comprehensive and 
capable way with a problem in which most of our big towns and cities 
are concerned. Its reasonable price should enable it to be distributed 
wholesale in quarters where the lesson it inculcates would be appreciated, 
and so distributed, it cannot fail to be productive of much good. 

PRESS OPINIONS. 
"A very useful little book, which will be found very instructive to 

engineers and all having care of steam boilers."— Liverpool Daily Pott. 

" There is no nonsense about this pamphlet. It goes to the root of the 

matter. The smoke nuisance can be remedied, and the remedy is in the 

3iands of workmen themselves. Mr, Nicholson as an authority proves this 

eonclusively." — Lancaster Standard. 
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